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TRANSLATOR'S PREFACE. 



The scientific and practical importance of the 
subject, and the lack of a similar monograph acces- 
sible to English-reading students, are sufficiently 
good reasons for undertaking the labor of a trans- 
lation. 

Tt affords me great pleasure to acknowledge at 
this place my indebtedness in the reading of proof to 
Miss Alice Ankeney and Mr. Harvey H. Lochridge. 

Carl L. von Ends. 
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AUTHOR'S PREFACE 



Within the last ten years, as a result of the 
gigantic development of the lead-accumtilator 
industry, a great number of works have arisen, 
a part of which treat the lead accumulator only 
briefly, and a part exhaustively. 

Those who wish to inform themselves as to the 
fundamental laws governing the action of this 
most important electrochemical apparatus, as well 
as to the setting up and handling of small batteries, 
are referred to the small and clearly written work 
of Prof. Elbs, **Die Accumulatoren." 

In the excellent book of Prof. Heim, " Die Accu- 
mulatoren fur stationare elektrische Beleuchtungs- 
anlagen,'' the subject is treated more from the 
technical standpoint. This work contains, besides 
a discussion of the most important accumulator 
types, a detailed account of the systems of arrange- 
ment and apparatus necessary to their operation, 
as well as the estimating of the price of installations. 

The same is true of the small work of Gruenwald, 
which condenses into a small compass much that 

vii 
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viii AUTHOR'S PREFACE. 

is worth knowing, including also directions for 
the manufacture of storage- cells. 

Written for the special expert we have the well- 
known, comprehensive works of Schoop, **Hand- 
buch der elektrischen Accumulatoren '' (Stuttgart, 
1898), and Hoppe, **Die Accumulatoren fur Elek- 
trizitat " (Berlin, 1898). The first gives, in addi- 
tion to a detailed description of nearly all known 
storage-battery systems, a minute accoimt of the 
methods of manufacture, while the work of Prof. 
Hoppe is marked by the fact that all the scientific 
investigations upon the lead accumulator, as well 
as the galvanic element, have been taken up in it. 

In the works considered above, however, no at- 
tempt is as yet made to treat the reactions in the 
lead accumulator altogether from the standpoint 
of the new theories of physical chemistry; in fact 
the assertion is frequently made that these have 
been fruitless as far as the lead accumulator is 
concerned. 

The following pages are then a first, although 
possibly a somewhat imperfect, attempt in this 
direction; they show, however, that the newer 
theories have f oimd a more exact application in 
the case of the lead accumulator than in probably 
any other instance, and have been of a fruitfulness 
unprecedented. Since the numerous investiga- 
gations at hand have made possible the numerical 
application of almost the entire field of the newer 
electrochemistry, and have lead to a concise presen- 
tation of the subject of the accumulator, as well 
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AUTHOR'S PREFACE. ix 

as the explanation of the changes in the secondary 
element, this little work will be of interest to the 
students of electrochemistry. For the more de- 
tailed information as regards the laws upon which 
the discussions, calculations, etc., are based, the 
well known works on physical and theoretical 
chemistry of van't Hoff, Nemst, and Ostwald, as 
well as the more special manuals of electrochemistry 
of Jahn, Le Blanc, Haber, Loeb, Luepke, and Lamar 
Lyndon's^ "Storage Battery Engineering/* McGraw 
Pub. Co., Chicago, are referred to. 

I gladly take this opportunity heartily to thank 
Dr. Glaser, Dr. Polzenius, and Dr. von Steinwehr 
for the reading of proofs and the manj^ suggestions. 

F. DOLEZALEK. 
GOBTTINGBN, Sept. ZQOO. 

* Translator. 
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THEORY OF THE LEAD ACCUMULATOR. 



I. 



CHEMICAL THEORY OP ORIGIN OP 
CURRENT. 

The first attempt at a theoretical explanation 
of the changes in a lead accumulator we owe to 
the renowned inventor Gaston Plants, who laid 
down his views in a well-known work, ** Recherches 
sur TElectricit^."^ According to Plants, the chemi- 
cal process in the lead secondary element consists 
essentially of an oxidation and reduction of the 
lead plates. During the charging the current 
decomposes the water into its constituents. The 
liberated oxygen then oxidizes the positive lead 
electrode to lead peroxide, while at the negative 
electrode the lead peroxide is reduced to lead 
sponge. During the discharging the lead peroxide 
again passes into a lower state of oxidation and 
the lead sponge is converted into oxide. 

* German translation by Prof. Wallentin, Pub. Alfred 
Hoelder, Vienna, 1886. 
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2 CHAPTER I. 

This view was opposed by the English investi- 
gators J. H. Gladstone and A. Tribe on the ground 
of a careful chemical study of the active substances 
concerned in secondary .elements. The results of 
their, studies are. contained in a very interesting 
monograph, "The Chemistry of the Secondary 
Batteries of Plants and Faure." ^ 

During their researches these investigators ob- 
served that the density of the accumulator acid 
diminishes during the discharging, increasing 
again during the charging ; that the amotmt of 
the acid disappearing and forming respectively is 
approximately proportional to the amount of 
current passed through the element. Plants had 
likewise observed the change in the density of the 
acid, but did not follow it up. 

Gladstone and Tribe concluded from this fact 
that during discharge the acid must have com- 
bined with the plates. They confirmed this sur- 
mise by analyses which showed that during dis- 
charge a quantity of lead sulphate, proportional 
to the amount of current, is formed. This fact 
could not be made to conform with Plant6's views 
as to the current origin. Gladstone and Tribe 
therefore set up a new theory of the chemical 
processes in the secondary element, which later 
was called the "Sulphate Theory," and to the 
present day has victoriously withstood all attacks. 
According to this theory the electrolytic process 

* German by Dr. R. v. Reichenbach. Pub. Hartleben, 
Vienna, 1884; English, Pub. Macmillan & Co., London, 1883. 
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CHEMICAL THEORY OF ORIGIN OF CURRENT. 3 

during discharge consists, as mentioned, in a for- 
mation of lead sulphate at both poles, and during 
charge in the oxidation and reduction of the sul- 
phate to peroxide and lead sponge respectively. 

The steps of the action at both electrodes can be 
represented as follows: During charging the dilute 
sulphuric acid is decomposed by the current into 
the radicals Hj and SO4; the former constituent 
is set free at the negative pole, the latter at the 
positive. The radicals then react with the lead 
sulphate according to the equations 

PbSO^ + Hj = Pb + H2SO4 (neg. pole), 
PbSO^ + SO, + 2H2O = PbOj + 2H2SO, (pos. pole) . 

During discharge the current flows through the 
cell in the opposite direction, so that now H, is 
set free at the peroxide electrode and SO4 at the 
lead-sponge electrode; the reactions taking place 
being 

Pb+S04=PbS04 (neg. electrode), 
PbO, + Hj + H2SO4 = PbSO, + 2H2O (pos. electrode) 

so that after the discharge the surface of both 
plates is again converted into sulphate and the 
possibility'' of producing a current ceases. Com- 
bining the above four equations, we obtain the 
simple equation for the current producing chemical 
action in the lead accumulator: 

Pb03 + Pb + 2H.SO. ^ -T^KSO, + 2H20. (i) 
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4 CHAPTER I. 

Reading the same from left to right gives us the 
change during discharge, and from right to left 
during charge. 

Through this equation, as will be shown in that 
which follows, all the processes of both a physical 
and a chemical nature in the working accumulator 
during charge and discharge receive their best 
explanation, and for the most part can be quanti- 
tatively calculated in advance. In the following 
theoretical considerations, then, it will be necessary 
for us repeatedly to return to this fundamental 
equation as a starting-point. Since, even quite 
recently, doubts as to the correctness of the same 
have been harbored and new theories of the chem- 
ism set up, it is of primary importance, in order 
firmly to plant the foundation upon which we 
expect to build, to demonstrate as nearly as possible, 
in the light of the investigations at hand, the 
exactness of the equation. To do this we must 
show that the substances of equation (i) are in 
reality formed and decomposed in the accumu- 
lator in accordance with Faraday's law; secondly, 
that the decomposition and formation of all these 
substances has a part in the production of current 
corresponding to their energy contents, and is not 
partly the result of secondary decomposition, as 
has been assumed in several newer theories. In 
the following this proof is carried through for each 
substance separately. 
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CHEMICAL THEORY OF ORIGIN OF CURRENT. $ 

(a) Formation and Decomposition of Lead Peroxide 
and Lead. 

The fact that, during the electrolysis of dilute 
sulphuric acid between lead electrodes, lead peroxide 
and lead sponge are formed was first demonstrated 
in 1850 by Sinstedten. Since the lead sponge is 
directly visible, its formation has of late never been 
questioned. In place of the formation of lead 
peroxide, however, different investigators have 
assumed the formation of a hydrated lead per- 
oxide (HaPbOs). An analysis can hardly decide 
which of the two substances is to be fotmd upon 
the charged positive plate, because the hydrate 
very easily splits off water, thereby passing into 
peroxide. A safe decision can only be reached 
by means of the physical properties of the two sub- 
stances, and above all through their different energy 
content, which is most apparent in the different 
electromotive behavior. Streintz * determined for 
this purpose the electromotive force of the different 
lead oxides against a zinc electrode, obtaining the 
following values: 

Pb/PbaO —Zn= 0.42 volt 

Pb/PbO — Zn=o.46 " 

Pb/PbsO^ — Zn=o.7s " 

Pb/HaPbOa— Zn = 0.96 " 

Pb/PbOa — Zn = 2.4i " 
A charged positive accumulator plate has against 
zinc a potential difference of 2.4 volts, from which 

* Wied. Ann. 38, p. 344. 1889. 
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6 CHAPTER I. 

it follows without a doubt that during charging 
we have formed on the positive electrode lead 
peroxide and not its hydrate. Later Strecker* 
studied the same question and showed that a plate 
covered with pure, chemically prepared peroxide 
gives, in dilute sulphuric acid, the same potential 
difference as a positive accumulator electrode. 
Such a plate could be discharged just as well as 
one in which the peroxide had been electrolytically 
produced. 

In addition Strecker showed that the electro- 
motive force of a positive electrode heated to 
170^ C, the temperature at which the hydrate 
is completely decomposed, remains unchanged. 
Streintz * believes to have observed the formation 
of black superoxyhydrate in several Plant6 cells, 
however only in very minute quantities and as a 
by-product. Detailed analytical investigations of 
the active mass have been made by Ayrton, Lamb, 
and Smith.' 

From a positive accumulator electrode during 
charging and discharging several samples of the 
active mass were taken and the amount of PbOj 
contained in them determined. In this way the 
percentages of PbOj shown in Fig. i were obtained. 

The quantities of peroxide contained in the 
active mass increase and decrease very nearly 



* Elektrotechn. Zeitschr. 1891, pp. 435» Si3f 524. 

' Wied. Ann. 46, p. 449. 1892. 

' Elektrotechn. Zeitschr. 1891, p. 66. 
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CHEMICAL THEORY OF ORIGIN OF CURRENT. J 

proportionally with the amount of current passed 
through the cell. 

(b) Formation and Decomposition of Lead Sulphate 
and Sulphuric Acid. 

The quantitative demonstration of the formation 
of lead sulphate was furnished by Gladstone and 
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Fig. I. 

Tribe through the analyses of the active mass. At 
the same time, the recently often questioned fact 
was established that sulphate is formed at both 
electrodes, proportional to the amotmt of elec- 
tricity taken out. Ayrton, Lamb, and Smith ar- 
rived at this same result in their analjrtical inves- 
tigations mentioned above, Frankland expressed 
himself against the formation of PbSO^ and stxrmised 
the presence of other sulphuric acid compounds 
of the composition, for example, of Pb5S80i4 and 
the like. Shortly afterward Gladstone and Hib- 
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8 . CHAPTER I. 

bert * by their searching investigation proved that 
the sulphates of Frankland are not compounds, 
but mixtures of lead sulphate and lead peroxide. 

Ayrton arrived at the same restilts through the 
investigations he had Robertson ^ carry out on 
the active mass of plates discharged to 1.6 volts. 
This analysis gave 47.3 per cent PbOa and 50.74 
per cent PbSO^. 

A simpler and more accurate way to determine 
the quantity of sulphate formed during discharge 
than is possible by the analysis of the substance 
of the electrode is from the consumption of the 
sulphuric acid surrotmding the electrodes. As 
already mentioned, Gladstone and Tribe fotmd that 
the consumption of sulphuric acid is proportional 
to the amotmt of current withdrawn. The first 
attempt to measure quantitatively this consumed 
sulphuric acid was made by Aron;' the m,ost ac- 
curate determination, however, we owe to W. 
Kohlrausch and C. Heim.* Since these measure- 
ments are of great importance to the theory of 
the accumulator, and since even to-day the quanti- 
tative sulphate formation is doubted, though in- 
comprehensibly, they are given here in detail. 

An accumulator of the firm of Buesche and Mueller 
in Hagen i. W." was charged with 5 amp. and dis- 



^ Chem. News, 65. 1892. 

• Proc. Roy. Soc. 50, p. 105. 1891. 

' Elektrotechn. Zeitschr. 1883, pp. 58 and loo. 
^Ibid, 1889, p. 327. 

• Now Accumulatoren-Fabrik-Aktiengesellschaft, Hagen i. W. 
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CHEMICAL THEORY OF ORIGIN OF CURRENT. 9 

charged with 6.5 amp.; at the same time the density 
of the acid was measured by means of an hydrometer. 
The acid density fell and rose almost exactly in 
proportion to the amoimt of electricity flowing 
through the cell, as Fig. 2 shows. 



Fig. 2. 

If we assume that the chemical action in the 
accumulator is according to our fimdamental equa- 
tion (i), then charging removes two molectdes of 
water and forms two molecules of stdphuric acid; 
discharging effects the reverse. The change in 
density in the accxmiulator is calculated therefore 
as follows: 

The tmcharged storage battery contains 3350 c.c. 
of acid of sp. gr. 1.115, i.e., 16.32 per cent sulphuric 
acid. 

The bath therefore weighs 

3350X1.115 -3735 g., 
and contains 

0.1632X3735= 6iog.H2S04 



hence 3125 g, water. 
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JO . CHAPTER I. 

As a restilt of a charging current of 50 ampere- 
hoiirs there disappear, according to the above 
conception, 

50X2 X0.336 =33.6 g. water, 

and there are formed 

33-6xf| = i83g.H,SO,. 

The bath therefore contains, after charging with 
50 ampere-hours, 

3125 -33.6 =3091.4 g. water 
and 

610+183= 793 g. H,S04 



weighing 3884.4 g. 
The percentage strength is therefore 

7Q'? 

' = 20.42 per cent 
3884.4 

and the density 1.146. From this the volume of 
the liquid after charging is calctilated to be 

3884 

-'^— ^=3389C.c. 
1. 146 ^^ ^ 

Actual observation has given the density after 
charging with 50 ampere-hours as 1.147. 

In the case of this partictdar accumulator we; 
have then for a charge of i ampere-hour, practically 
exactly 3.66 g. — ^the theoretical requirement of 
sulphuric acid formed- . . 
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Recently Mugdan/ in a very interesting research 
upon the accumulator, has described several ex- 
periments concerning the formation of sulphate. 
Small and well-formed, charged PoUak plates 
were discharged in various strengths of sulphuric 
acid, with a current density of 0.02 amp./sq. cm., 
and the quantity of sulphate formed determined. 
Table I gives the quantities foimd. 

Table I. 



Sulphate Formation 

in Per Cent of the 

TheoreticaL 




PoUak-plate discharged in 26% acid 

Pollak-plate discharged in 10% acid 

PoUak-plate not discharged in 26% acid 
Perforated grid plates not discharged in 

26% acid 

Perforated grid plates discharged in 10% 

acid 

Perforated grid plates discharged in 14% 
NaaS04 solution 



The potential of the plates 5 and 6 decreased 
long before the end of the discharge on accotmt of 
their smaller capacity; consequently as far as 
the quantitative side of the measurements is con- 
cerned only plates i and 2 need to be considered. 
The values obtained for these plates prove that 
even in 10 per cent acid with the high current 
density of 0.02 amp./sq: cm. and a complete dis- 
charge in the technical sense in only twenty tniiiutes,. 
lead sulphate is essentia^Uy formed, as the. theory: 
demands, on the negative and positive plates. - -. 
* Zeitschr. f. Elektrochem. 1889, H. 23. 
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12 CHAPTER I. 

Discharging in sodium sulphate solution, it is 
clear, leads to the formation on the positive plate 
of oxide only. On the negative plate, however, 
the formation of sulphate is recognizable. 

According to the already mentioned meastire- 
ments of W. Kohlrausch, Heim, and Mugdan we 
cannot doubt the formation of sulphate at both 
electrodes. It yet remains, however, to prove that 
this sulphate formation (at both electrodes) also 
contributes its share to the production of current, 
corresponding to its energy of formation, and is not, 
partly or wholly, the result of non-current pro- 
ducing reactions. This proof has likewise, re- 
peatedly and very exactly, been made. It should 
be stated here that the thermochemical investi- 
gations of Tscheltzow and Streintz, which are to 
be considered in detail in the following chapter, 
have given the result that the electromotive force 
calculated from the heat of reaction only agrees 
with the actual when we assume the formation 
of sulphate at both electrodes. Recently I have 
further shown that the change of electromotive 
force with the acid concentration exactly coincides 
with the change in the free energy which 2 mole- 
cules undergo when we bring them from one con- 
centration to another.^ The degree of the change 
of the electromotive force with « the acid density 
is therefore also a very exact proof that the sul- 
phate formation is current-producing, i.e., takes 
place primarily and not secondarily. 
^ Compare Chapter IV. 
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CHEMICAL THEORY OF ORIGIN OF CURRENT. 1 3 

(c) Formation of Water. 

It still remains to be determined whether the 
formation of water takes place according to our 
reaction equation and is active electromotively. 
The fact of the formation of water follows directly 
from the above meastirements and calculations of 
Kohlrausch and Heim. In addition the same, as 
also its share in the production of current, can be 
shown by the measurements of the electromotive 
force of the individual acctmiulator electrodes 
against a hydrogen electrode at different acid 
concentrations which I recently carried out.* We 
get in that way the two galvanic combinations 
PbOj — Hj and Vh — Hj, in which during discharging 
the two following reactions take place: 

PbO, + H, + HjSO^ = PbSO, + 2H,0, 
Pb + H^SO.^PbSO. + H^. 

During current production, then, there is con- 
sumed in both cells one molecule of H2SO4, the 
PbOj — Hj element forming in addition two molecules 
of water. Therefore, as a simple consideration in 
energetics shows, the electromotive forces of these 
two c:mbinations, in their dependence upon the 
acid concentration, must vary only in the meastire 
of the change of the energy of formation of water 
in different concentrations of sulphuric acid. Since 
the electromotive forces calculated on the basis of 

• - . * Compare Chapter V. 
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14 CHAPTER /. 

the above agree excellently with those measured, 
there can be no doubt that the formation of water 
from the peroxide has its share in the production 
of current in the lead accumulator. 

The experimental results contained in the above 
give the conclusive proof that the chemical reac- 
tion taking place in the accumulator can only be 
the one expressed by the equation 

PbOa + Pb + 2H2SO4 <^ 2PbS04 + 2H2O, 

and that primarily the constimption and formation 
of these substances takes place (during current 
production). If, however, the accumulator is 
subjected to very high current densities, then side 
reactions can set in, which under normal conditions 
are impossible. For example, by very rapid dis- 
charging the exhaustion of the acid in the active 
mass is so great that a formation of sulphate can 
no longer take place. The active mass in this 
case is only oxidized and reduced to lead hydroxide 
according to the equation 

Pb02 + Pb + 2H20 = 2Pb(OH)2. 

Of cotirse, then, the accumulator works irreversibly 
with a very poor efficiency coefficient, and the 
electromotive force is only about i volt. - Charging, 
on the other hand, with great current density, the. 
acid, as we shall see later, can be greatly concenr 
trated. at the.electrodes^ especially_^t_.tlie- positive,, 
so that a formation of persulphuric acid at the posi- 
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tive and a reduction at the negative pf sulphuric 
acid to sulphur dioxide to hydrogen sulphide, 
indeed even down to sulphur, becomes possible. 
The formation of these decomposition products 
of stdphuric acid can be easily demonstrated by 
filling an accumulator with very concentrated acid 
(70 per cent HjSOJ and charging with high current 
density. Then the acid in proximity to the posi- 
tive electrode turns potassium iodide starch blue, 
while at the negative electrode hydrogen sulphide 
and white sulphur a-e copiously liberate4. The 
formation of these substances, however, takes 
place only under such abnormal conditions; nor- 
mally they are not detectable. 

There remains to be considered one more point 
which, so to speak, forms the life-question of the 
lead accumulator and has been recently discussed 
in detail by Nemst.* The electrolysis of dilute 
sulphuric acid between platinum electrodes gives 
at a voltage of 1.7 a weak, and at a voltage of 1.9 
a strong, evolution of gas at both electrodes. One 
would suppose it impossible, then, to construct an 
accumulator, with dilute sulphuric acid as electro- 
lyte, whose electromotive force lies above 1.7 vplts, 
since at this voltage the electrolyte decomposes into 
its constitueats. If, however, you substitute lead 
electrodes for those of platinum, ; a. continuous 
current is first obtained at a pressure of 2 volts 
and the, products of the electrolysis are not hydro- 

. . • . '* Zeitschr. f;.\E!ektrochem. 1900. .... . - 
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gen and oxygen, but lead and lead peroxide. Not 
until the traces of lead sulphate present have been 
used up do we have, at a voltage of 2.3, an evolution 
of gas setting in. The formation of lead and lead 
peroxide out of lead sulphate takes place in this 
case at a considerably lower voltage than the 
decomposition of water. That is, electrolysis gives, 
of the possible products, not those obtainable by 
the least work, but those of considerably greater 
energy contents, viz., Pb + PbOj, instead of the ex- 
plosive , mixture of hydrogen and oxygen (**Knall- 
gas'O- The explanation of this abnormal be- 
havior of lead, which makes it possible to construct 
an accumulator of 2 volts, follows readily enough 
from the recent theory of Nemst for the evolution 
of hydrogen on metals, as tested by the experiments 
of Caspari.* 

According to this theory there is to be added to 
the minimum pressure (free energy of formation) 
necessary to decompose an electrolyte an additive 
factor which takes into account a specific property 
of the electrode substance and which, as shown 
by the experiments, is greater as the power of the 
metal of the electrode for absorbing hydrogen is 
less. It appears, therefore, that the work neces- 
sary to produce bubbles of hydrogen on a metal 
surface diminishes very greatly with the occlusion 
power. 

We have a large ntimber of investigations upon 

^Zeitschr. physikal. Chem. XXX, H. i, p. 89 (1899). 
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the occlusion of hydrogen by lead/ all of which 
have shown that lead as compared with other 
metals has the power of occluding very little or no 
hydrogen. The work necessary to produce bubbles 
of hydrogen will therefore be very considerably 
greater on a lead than on a platinum surface, and 
that is why in the electrolysis of dilute sulphuric 
acid containing lead sulphate we have lead formed 
and not hydrogen. 

That such are the facts is proven by the following 
simple experiment : A platinum dish and a lead dish, 
of equal size, were arranged as cathodes, in series, 
in a circuit. Both dishes contained solid lead 
sulphate covered with dilute sulphuric acid; a 
platinum wire spiral served in both cases as anode. 
A ctirrent of 0.02 amp. (current density about 
0.0004 amp./sq. cm.) was passed through the 
dishes. 

At this current density the lead dish had a 
potential difference of 1.92 volts against a lead 
peroxide electrode dipped into the acid, while 
the platinum dish showed only 1.60 volts. These 
voltage measurements in themselves indicated that 
a reduction of lead sulphate in the platinum dish 
was out of the question. This conclusion is con- 
firmed by the fact that, after passing the current 

^ G. Meyer, Wie<L Ann. 33, p. 278. 1888. — Frankland, Proc. 
Roy. Soc. XXXV, p. 67.— Gladstone and Tribe, On the 
Chemistry of Secondary Batteries, p. 48. — Streintz u. Anlinger, 
Wied. Ann. 38, p. 355. — Cantor, Monatshefte fiir Chemie, 11, 
p. 444. — Shields, Chem. News 65, p. 193. 1892. — Scott, Wied. 
Ann. 67, p. 388. 1899. 
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l8 CHAPTER I. 

for three weeks, the lead sulphate in the platiniim 
dish remained entirely unchanged, while that in 
the lead dish was almost completely reduced to 
lead sponge. If in the above experiment we in- 
crease the current density to o.ooi amp./sq. cm., 
the hydrogen is also formed on the platinum sur- 
face at such a high pressure that a reduction of lead 
sulphate takes place. It is most likely that a similar 
consideration holds good for the separation of 
oxygen; at any rate a strong retardation (Ver- 
zogenmg) is beyond a doubt. 

DARRIEUS' THEORY OF THE ORIGIN OP THE 
CURRENT, 

Darrieus* in 1892, in a ntimber of papers, ex- 
pressed himself against this sulphate theory as 
developed in the previous paragraphs, and evolved 
a new theory of the chemical changes in the lead 
accumulator. Beginning with the fact, found by 
Berthelot, that when cone. H2SO4 is electrolyzed 
with a current of high density persulphuric acid 
is formed, Darrieus asstmies that, charging the 
acctimulator in dilute acid, persulphuric acid is 
primarily formed, which then secondarily reacts 
with the lead sulphate to form peroxide and sul- 
phuric acid, according to the equation 

H2S2O3 + PbSO, + 2H2O = PbO, + 3H,S0,. 

* Lum. Electr. 44, p. 513. 1892. Compare also Schoop, 
Zeitschr. f. Elektrochem. 1894, p. 293. Schoop, Handbuch der 
Accumtdatoren 1898, p. 487. 
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CHEMICAL THEORY OP ORIGIN OF CURRENT. 19 

The change at the negative electrode he con- 
siders, like Gladstone and Tribe, as a reduction of 
the lead stilphate to metallic lead. Concerning 
the action during discharge Darrieus, however, is 
likewise of a different opinion. He believes that 
at the lead-sponge electrode lead suboxide and 
at the peroxide electrode lead oxide are primarily 
formed, which substances secondarily react with the 
sulphuric acid to form sulphates, as expressed by 
the equations 

Pb,0 + H,S04 =Pb + PbS04+HA 
PbO + H,S04 - PbSO^ + H3O. 

Darrieus has undertaken to confirm his hy- 
pothesis by experiments. However, since most 
of these contradict themselves and later have been 
directly disproven by prominent investigators, it 
will be tmnecessary to give them here. Gladstone 
and Hibbert * were the first to turn against the 
theory of Darrieus in that they showed that an 
addition of persulphuric to the anode acid does 
not, as Darrieus maintained, and as directly follows 
from his theory, cause an increase, but rather a 
decrease, of the electromotive force. We are in- 
debted to Elbs and Schoenherr ^ for careful and 
interesting investigations upon the formation of 
persulphuric acid. They have shown that per- 

* Chem. News 65, p. 309. 1892. 

'2^tsclir. f. Elektrochem. 1895, PP* 4^7t 473> and 1896, 
pp. 245, 471. 
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sulphuric acid forms in large quantities only in 
comparatively concentrated sulphuric acid (density 
1.3 to 1.5), while in dilute acids, such as are em- 
ployed in accumulators, only very small amounts 
can form. In addition it was found that the cur- 
rent density greatly influences the amount. Em- 
ploying an acid of the concentration used in accumu- 
lators (density 1.15), Elbs and Schoenherr obtained, 
with a current density equal to i amp./sq. cm., 7 
per cent of the theoretical amount of persulphuric 
acid; with 0.5 amp. current density the persulphuric 
acid could not be determined. Since the accumu- 
lator can be charged with as small a current density 
as you please, it follows that under normal condi- 
tions no persu'phuric acid is formed. 

Recently Mugdan * has experimentally dis- 
proven the experiments of Darrieus. He found, 
just as did Gladstone and Hibbert, that an addi- 
tion of persulphuric acid does not raise but lowers 
the electromotive force of the accumulator. Per- 
sulphuric acid is unable to oxidize lead sulphate 
to peroxide, but, quite the reverse, deoxidizes per- 
oxide to sulphate, with the evolution of oxygen 
containing ozone. More than that, Mugdan has 
shown by direct experiment that even with an 
acid of only 4.9 per cent strength and the abnor- 
mally high discharging densities of 0.018 to 0.025 
amp./sq. cm. no detectable quantities of oxide or 
suboxide, as Darrieus assumes, but only sulphate, 
is formed. 

^ Zeitschr. f. Elektrochem. 1899, p. 309. 
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In Spite of the fact that the investigations referred 
to show the invalidity of the theory of Darrieus, 
it may be well to mention that a consideration 
from the standpoint of energetics also gives a direct 
proof of the tmtenability of the same. The sponta- 
neous formation of the peroxide from perstilphuric 
acid and lead sulphate, as well as the formation of the 
PbS04 from PbjO or PbO and H3SO4, is necessarily 
associated with a large loss of energy. Such a loss, 
however, stands in direct contradiction to the fact 
that the accumulator is absolutely reversible (with- 
out loss of energy) with small current densities 
(see Chapter IX). In addition to this, according 
to the theory of Darrieus, sulphuric acid is not 
(primarily) set free during charging, but, on the 
contrary, is consimied in the formation of persul- 
phuric acid. The charging voltage would, there- 
fore, have to be lower with increasing concentration 
of acid, which is likewise contrary to the facts. 

ELBS' THEORY OP THE ORIGIN OP THE . CURRENT. 

Elbs * has developed a very ingenious conception, 
diverging from the pure sulphate theory, of the 
chemical changes taking place at the anode of 
a lead accumulator. The possibility of the lectro- 
lytic preparation of lead tetracetate (Pb(CH8C00) J 
from lead diacetate (Pb(CH8COO)2), led to the 
assumption that in the acctimulator the sulphate 

* Zeitschr. f. Elektrochetn. 3, p. 70. 1896. 
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of tetravalent lead, lead disulphate, Pb (804)2, is 
primarily formed, which then secondarily reacts 
with water, being converted into peroxide and 
sulphuric acid. During charging the immediate 
reaction at the anode is 

PbSO^ + SO^^PbCSOJa, 

followed by 

PbCSOJj + 2H,0 = PbO, + 2H2SO,. 

For discharging he likewise assumes the formation 
of lead sulphate from peroxide and lead. 

The above spontaneous decomposition of lead 
disulphate is, however, as Nemst * has pointed out, 
a non-reversible change, which can only take place 
at a not inconsiderable loss of free energy. The 
Elbs theory likewise represents the accumulator 
as an irreversible element and is therefore tmtenable, 
as will be shown later. Also the fact that the 
•charging voltage rises greatly with the acid con- 
centration stands in contradiction to the theory 
of Elbs. 

In accordance with this theory the charging 
action, considered at both electrodes at the same 
time, can be represented by the simple equation 

2PbS04=Pb(S04)2 + Pb. 

By this equation, on the whole, neither sulphuric 
^cid is given up to nor taken from the electrolyte 

* Zeitschr. f. Elektrochem. 3, p. 76. 
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CHEMICAL THEORY OF ORIGIN OF CURRENT. 23 

during charging. Now since PbS04 is present in the 
solid form, and therefore the free energy of the 
dissolved sulphate constant (equal to that of the 
solid salt), the affinity of the above reaction, and 
therefore also the charging voltage, would have 
to be independent of the acid concentration, which 
is not the case, as has already been mentioned. 

Recently lead disulphate and a double salt of 
the same have been prepared in the laboratory of 
Prof. Elbs. The salt, like the isomer lead per- 
sulphate, immediately decomposes into lead per- 
oxide and sulphuric acid upon treatment with 
water, as was demonstrated by Elbs at the Sixth 
Meeting of the German Electrochemical Society. 
The preparation, however, of the lead disulphate * 
did not take place under conditions as they prevail 
in the accumulator, so that this highly interesting 
chemical investigation does not, as Nemst * has 
pointed out, permit of a conclusion as to the action 
in a lead accumulator. 

The loss of energy which is associated with the 
decomposition of the lead disulphate could be 
easily determined by measuring the quantity of 
heat liberated, when i g.-mol of lead disulphate is 
treated with accumulator acid. Since the tem- 
perature coefficient of the accumulator is very 
small, this simple calorimetric measurement would 
allow the energy loss, which would have to occur 

* Unfortunately at present more definite directions are not 
available. 

'Zeitschr. f. Elektrochem. VI, p. 46. 1899. 
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if the chemical action took place in the way given, 
to be expressed in volts. Such a measurement 
would very probably give several hundredths or 
possibly tenths volts, which conclusion follows from 
the speed with which the decomposition takes 
place. Such a loss of energy is, however, irrecon- 
cilable with the absolute reversibility of the accu- 
mulator when working with small current densities. 
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THERMODYNAMICAL THEORY OP ORIGIN 
OF CURRENT. 

As we have seen in the previous chapter, the 
electrical energy is not stored in the accumulator 
as such, but in the form of potential chemical 
energy, which during the production of current 
has first to be transformed into electrical energy. 
It is necessary, then, to next concern ourselves 
with the laws which determine the transformation 
of chemical into electrical energy and vice versa. 
The total change of energy which accompanies a 
chemical action is given, as is well known, by the 
heat of reaction. If, instead of in a calorimeter, 
we allow the reaction to take place in a galvanic 
cell (and the charged accumulator is one), we 
obtain a certain amount of electrical energy, which 
we can quantitatively transform into work. This 
work represents, according to Helmholtz, the 
"free energy." According to the second law of 
thermodjmamics there exists the following relation 
between Q, the heat effect of a reaction, and W, 
the change in free energy (maximtim work) : 

dW 

W^Q + T~r, ...... (2) 

25 
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26 CHAPTER II. 

in which T stands for absolute temperature, and 

therefore ^7^ for the temperature coefficient of 

the working capacity of the system. If the heat 
effect is referred, as is usual, to i g.-equivalent of 
the reacting substance, then we must introduce 
for W the electrical energy which corresponds to 
I g.-equivalent of the substance changed, i.e., if E 
is the electromotive force of the accumulator. 

W = g6^4o.E volt-coulombs.* 

Noting that i volt-coulomb is equivalent to 
0.239 g.-cal., the second law gives, as the relation 
between heat effect and electromotive force, the 
expression 

£ = -^4- revolts. . . . (3) 
23073 ?)T '^^ 

This equation, developed by v. Helmholtz in 
the year 1882, permits the calculation of the elec- 
tromotive force from the heat effect of the current- 
producing reaction, and the temperature coefficient 
of the electromotive force, or the temperature 
coefficient from E and Q. It has, since its dis- 
covery, found numerous applications and con- 
firmations. 

Let us apply the same to the acctimulator, first, 
in the simplest possible case. As we shall see in 

* Since, according to the law of Faraday, 96540 coulombs 
bring about the reaction of i g.-eqtiivalent of a chemical sub- 
Stance. 
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THERMODYNAMICAL ORIGIN OF CURRENT, 2 J 

the chapter on ''Temperature Coefficient/' the 
electromotive force of the acctimulator becomes 
independent of the temperature at an acid density 
of 1.044 (15° C.) (0.70 g.-mol. H2SO4 per liter), 

i.e., in this case ^=o- We have then as holding 

for the named density (and only for the particular 
density) the simple relation (Thomson's rule) 

£ = — ^ — volts, .... (4) 
23073 ^^>' 

in which is to be inserted for Q the heat effect for 
I g.-equivalent of our reaction equation: 

PbO,+Pb + 2H,S04 = 2PbS04 + 2HA 

The determination of the heat value Q of this 
reaction we owe again to that well-deserving in- 
vestigator in the field of the accumulator theory, 
Fr. Streintz,* and the French physicist Tscheltzow.^ 
The investigators just named were also the first 
to calculate, by means of the above equation, the 
electromotive force of the acctimulator. Since 
the reaction of the solid substances, lead peroxide 
and lead, takes place very slowly, a direct calori- 
metric determination of the heat of reaction cannot 
be made. The reaction must be brought about 
indirectly. Streintz for this purpose determined 
the heat of reduction of lead peroxide by a mixttire 

^ Wied. Ann. 53, p. 698. 1894. 
' Compt. rend. 100, p. 1458. 1885. 
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of aqueous sulphurous and hydrochloric acids, 
in . which peroxide converts into sulphate. The 
heat effect of this reaction was found to be 

PbOj + HaSOa aq = PbS04 + Aq + 76700 cal. (5) 

According to Thomsen,^ the heat of oxidation of 
sulphurous acid is 

H^SOa aq + O = H2SO4 aq + 63600 cal. . (6) 

Subtracting equation (6) from (5), we get 

PbOa-O + H^SO, aq = PbSO, + Aq + 13100 cal. (7) 

For the oxidation of lead to lead oxide and the 
neutralization of the oxide to sulphate, Thomsen 
found the heat value 

Pb + + H2S04a =PbS04 + Aq+ 73700 cal., (8) 

from which, by addition with (7), we get finally the 
heat effect for the accumulator reaction: 

PbOj + Pb + 2 H2SO4 aq = 2 PbS04 + Aq + 86800 cal. (9) 

Tscheltzow also measured the heat of reduction 
of lead peroxide by sulphurous acid (gaseous form) 
and found 

Pb02+ SO2 gas = PbSO^ + 82600 cal. 

' Thermochemische Untersuchungen. 
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THERMODYNAMICAL ORIGIN OF CURRENT. 29 

In addition he determined the heat of oxidation of 
mercurbus nitrate by lead peroxide and obtained 

PbOa + 2HgN03 + 4HN03 

=Pb(N08)a + 2Hg(N03), + 2H20 + 3i8oocal. 

The heat of formation of lead peroxide calctdated 
from these figures is 

PbO + O = PbOj 1 2 100 cal., 

while the value from the measurements of Streintz 
is 

PbO + O = PbOa+ loioo cal. 

Therefore the heat effect of the acctimulator 
reaction is, according to the measurements of 
Tscheltzow, somewhat higher than Streintz's value, 
being 88800 cal. In addition, we must remember 
that the above employed thermochemical data 
of Thomsen are for very dilute sulphuric acid 
(i mol. HaS04 to about 400 mol. H3O). If we 
wish to calculate the electromotive force for a 
certain acid concentration, we must also take 
into consideration the heat of dilution of the sul- 
phuric acid. For the acid density 1.044 at which 
the simple expression (4) holds good we must 
subtract a heat of dilution 

2(H3SO„78H30) =2(H3S04,4ooH30) + 1056 cal. 

Consequently we have 

23=85700 cal. and 87700 cal., 
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and the electromotive force of the accumulator 
according to equation (4) : 

£ = 1.86 volts (Streintz), 
£ = 1.90 volts (Tscheltzow). 

The measurement for this acid density gives 
the value 1.89 to 1.90 volts, in excellent agreement 
with the above. (Compare Chapter IV.) 

A calculation of the electromotive force of the 
accumulator for the density 1.15 (iHzSO^ + siHjO), 
the acid density commonly used, cannot be carried 
out with equation (4), but only by means of equa- 

tion (3), because in this case the member T^ 

possesses a considerable value. At this concentra- 
tion we have to subtract the very considerably 
larger heat of dilution, 1600 cal., and we get 

2^ = 85200 cal. and 87200 cal., 7 = 290, 

'bE 

^= +0.4X10"' (compare Chapter VI.\ 

from which the calculated electromotive force is 

£ = 1.96 and 2.01 volts respectively, 

while the real (observed) electromotive force is 
1.99 to 2.01. 
As a third example let us carry out a calculation 
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for a very dilute add, o.oi g.-mol. H2SO4 per liter, 
for which the electromotive force is cnly 1.66 volts 
(18^ C). At this acid concentration we have to 
add to the above thermochemical data a heat of 
dilution equal to 1088 cal. We have then 

2^=87900 cal. and 89900 cal., ^=about— o.ooi 

(see Chapter VI), from which by means of equation 
(3) we get a value equal to 1.63 volts, which is a 
close enough agreement with the observed electro* 
motive force when we consider the uncertainty 

of the value of ^. In this instance the member 

r^ is equal to — 0.29 volt, so that a calculation 

according to equation (4), from the heat effect 
alone, would therefore lead to an entirely incorrect 
result. Even though the heat effect increases with 
the dilution of the acid, the electromotive force 
nevertheless rapidly decreases. 

The fact that the electromotive forces calculated 
on a purely energetic basis from the heat of reaction 
agree so well with those actually observed is, as 
was pointed out in the previous chapter, con- 
clusive evidence that the chemical actions in the 
acctimulator can only be those represented by 
our fundamental equation (i) and no others. One 
often finds the opinion expressed that the primary 
formation of sulphate takes place (during current 
production) only on the lead-sponge electrode, 
while on the peroxide electrode it is formed second- 
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arily by the action of sulphuric acid upon the 
primarily formed oxide. Equation (3) allows the 
testing of this opinion as to its correctness. If 
the process of discharging takes place in the way 
just indicated, the corresponding heat of reaction 
is smaller by 

PbO + H2SO4 aq = PbSO^ + Aq + 23400 cal. 

than the value given above. The electromotive 
force calculated is then 1.32 volts instead of 1.9 
volts. The possibility of a one-sided primary sul- 
phate formation is therefore excluded. 

The member T^ in equation (3) is called the 

secondary or latent heat of a galvanic element, 
because it represents the heat which the working 
element takes from or gives up to its surroundings, 
according to its algebraic sign. At the acid con- 
centration usually employed in the lead acctmiu- 
lator the electrical energy is greater than the heat 

effect and consequently ^ is positive; from 

which it follows that the accumulator must work 
during discharging with an absorption of heat and 
during charging with a liberation of heat, as direct 
temperature measurements by Duncan have dem- 
onstrated. As will be shown in the chapter on 
temperature coefficient, just the reverse takes 
place when the acid is diluted. 
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Exact quantitative measurements of the secon- 
dary heat of accumulators have been carried out 
by Streintz.* A small cell with electrodes 9.3X1.6 
cm. in size cut from Tudor plates was placed in 
the reaction-tube of a Bunsen ice-calorimeter, 
charged and discharged with a weak current of 
constant strength and the developed quantity of 
heat determined. The heat developed during dis- 
charging is made up of the difference between the 
Joule heat set free in the element and the secondary 
heat, and during charging of the sum of the same. 
If the latter heat be indicated by 5, the current 
strength by i, and the inner resistance of the cell, 
to be taken as small as possible, by r, we have as 
the heat developed in the accumulator during 
discharging 

q =iV — Si watt-sec, 

and during charging 

q^ =Pr + Si watt-sec. 

The influence of the Joule heat we can easily 
avoid, as Streintz did, by taking r and i very small 
and measuring the heat developed both during 
charging and discharging. If the current strength 
i is taken equal in both cases, we get for 5 the 
equation 

» Wied. Ann. 49, p. 564. 1893. 
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The restilts of Streintz's investigations are given 
in Table II. 

Table II. 



Acid 


E 

Volt8. 


Current- 
strength, 


Heat-evolution, 
Watt-sec. 


Dura- 
tion, 
Min- 
utes. 


Second. Heat, 5, 
Watt-sec. 


Density. 


Amp. 


Dis- 
charge, 


Charge, 

a'. 


Found. 


Cal- 
culated. 


1. 155 
1. 153 
1.237 


1.99 
1.99 
2.07 


O.IOO 

0.0678 
0.0729 


0.0040 

0.00159 

0.00547 


0.0228 
0.0137 
0.01225 


61 

120 

60 


0.094 
0.089 
0.046 


0.089 
0.086 
0.041 



The last column contains the secondary heat 
values calculated from the temperature coeffi- 
cients (compare Chapter VI). The agreement 
of these with the calorimetric measurements is 
very satisfactory when we consider the small quan- 
tities of heat we have to deal with. These measure- 
ments, however, are only for concentrated acids. 
It would no doubt be very interesting to cany 
out a determination of the secondary heat with 
very dilute acid, for then the same, as will be shown 
later, assumes very large but negative values. 
Such measurements could only be made to give 
accurate results with extremely small current 
densities, for otherwise large concentration changes 
of the acid at the electrodes would occur, which 
in . their adjustment would develop considerable 
quantities of heat. The error introduced thereby 
in such calorimetric measurements is often very 
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much greater than the one caused by the internal 
resistance. 

We shall learn of further applications of thermo- 
dynamics to the lead accumulator in Chapters IV, 
V, VI, and VII. 
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III. 

OSMOTIC THEORY OF ORIGIN OF 
CURRENT. 

The previous thermodynamical discussions en- 
abled one to determine definitely the current- 
producing chemical process, but they do not give 
one a deeper insight into the origin of the potential 
difference. The latter can only be hoped for 
through the application of Nemst's newer ** Osmotic 
Theory " of the galvanic element. The Nemst 
theory therefore is of the greatest importance to 
lead accumulators, and it will be necessary to be- 
come familiar with the fundamental concepts of 
the same. 

If any piece of metal be int/oduced into an elec- 
trolyte, a potential difference between metal and 
liquid is established, which tends to produce a 
current of such direction that metal passes into 
the electrolyte. The fact that this potential 
difference appears of its own accord shows that 
every metal, similar to a soluble salt, possesses a 
strong tendency to pass into solution, i.e., into 
the ionic state. Nemst has very appropriately 
designated this property of metals electrolytic 

solution tension. 

36 
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As soon as salt of the metal has formed in 
the liquid stirrounding it, the potential difference 
diminishes, since the osmotic presstire of the metal 
ions acts against the solution tension. If we 
increase still further the concentration of the metal 
ions, the potential difference will finally become 
zero, as soon as the cotinter-osmotic pressure of 
the metal ions has become equal to the solution 
tension. The solution tension of such an ionic 
solution is therefore energetically equal to its 
osmotic pressure. The magnitude of the potential 
difference which appears at the point of contact 
between a metal and the solution of one of its salts 
is given according to Nemst's theory as follows: 
If we allow iF = 96540 coulombs of electricity to 
pass from the metal into the solution, which, ac- 
cording to Faraday's law, is equal to dissolving 
I g.-equivalent of the metal, an amount of work 
e . F volt-coulombs is performed, if e designates the 
potential difference sought. At the same time 

— g.-ions of the metal (w = valence) are brought 

fir 

from the solution pressure P to the osmotic pressure 

p of the ions in solution, which is equivalent to 

RT P . 
the work ^'^i:-^ Since the dissolving of a metal 

^ If I g.-mol. of a gas or a substance in solution is brought 
from the gas or osmotic pressure p to the pressure p—dp^ 
the work dW ^vdp is performed, v denoting volume. Now 
according to the gas law, which is, according to van't Hoff, 
also applicable to the osmotic pressure in dilute solutions, 



Digitized 



by Google 



38 CHAPTER III. 

can be reversibly conducted, the electrical work 
must be equal to the osmotic. If we express the 
gas constant R in tmits of electrical energy and 
employ Briggs's logarithms, we get 

RT. P 0.00019 83^, ^P .^ 

c» — /n— = ^-^T log^** — volts. 

n p n ^ p 

In dilute solutions the osmotic pressure is propor- 
tional to the ion concentration; we can therefore 
substitute for the pressure ratio the concentration 
ratio and get 

0.0001983-. inC* -^ , . 

€ zr^^T log "7 volts, . . . (10) 

in which C indicates the ion concentration which 
is in equilibrium with the solution tension. In 
the future we shall for convenience refer to the 
concentration C as solution tension. Equation (10), 
developed by Nemst in 1889, along with the above 
thermodynamical relations of H. v. Hehnholtz, 
forms the fotmdation of modem electrochemistry, 
and has in the past fotmd ntimerous applications 
and various confirmations. In that which is to 



RT 
v^—-'(R'^gSLS constant, T= absolute temperattire) ; we have 

then dW^RT^. In the change from the pressure P to the 
smaller presstire p the amount of work performed is 



Jp P P 
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follow we will become acquainted with the fniitftd- 
ness of these, in their application to the lead accu- 
mulator. 

Le Blanc was the first to apply the ion theory 
to the acctmiulator. In his book on electrochem- 
istry he gives the first explanation of the production 
of current in the lead accumulator on the basis of 
this theory. One year later Liebenow developed 
a somewhat different theory of the production of 
current. Since at present there exists no good 
grotmd for giving one or the other theory prefer- 
ence, and as we are compelled to consider both 
of equal value, both views involved will be pre- 
sented here. The only advantage that the theory 
of Liebenow has over the older one of Le Blanc 
is its simplicity and the fact that it is more readily 
expressed in exact formulae. 

Theory of Le Blanc. 

In order to explain the origin of the electro- 
motive force in the acctmiulator, Le Blanc assumes 
that lead peroxide, like every other substance, 
has a definite solubility in water. This peroxide 
then reacts with the water to form tetravalent lead 
ions and hydroxyl ions, according to the equation 

+ + 
PbO^ + 2H20 = Pb + 40H, 

Then during discharging the tetravalent lead ions 
give up two charges to the electrode and combine 
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with one SO4 ion of the stilphuric acid to produce 
solid sulphate. At the same time at the lead- 
sponge electrode the two charges which are taken 

from the electrolyte at the positive electrode are 

+ + 
given back to it in the form of a Pb ion, which 

latter combines with one SO^ ion to give solid 

+ 
sulphate. The liberated H ions of the acid form 

water with the OH ions. According to the theory 
of Le Blanc we can therefore express the process 
of discharging by the reversible equations 

+ + 
Pb02 + 2H20 = Pb + 40H, 



+ + 

Pb + Pb + 2SO, = 2PbS0„ 



40H + 4H=4HA 



If all the peroxide and lead are consumed, we 
have lead sulphate at both electrodes. 

During the charging of the cell we have con- 
versely, at the positive pole, the bivalent lead ions, 

+ + 

coming from the sulphate, converted into Pb ions 
by taking up electricity. These ions, then, as 
soon as their concentration corresponds to that of 
the solubility of the peroxide, react with the water, 
forming lead peroxide. At the negative electrode 
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+ + 

the Pb ions pass into the metallic state by giving 
up their charges. The process of charging the 
cell can be represented by the equations 

2PbS0,^j.^ = 2Pb + 2S0„ 

+ + + + 
2Pb-Pb + Pb, 

+ + 

Pb + 40H-PbO, + 2H30, 

4H + 2SO, = 2H3S04. 

The process of charging is therefore just the 
reverse of that of discharging. That is, the theory 
of Le Blanc represents the accumulator as a per- 
fectly reversible element; this is the essential 
difference between Le Blanc's theory and the pre- 
viously given conception of Elbs. In the ptu'ely 
chemical relation, of cotirse, this explanation of 
the changes in the lead acctimulator by means of 
the ionic theory, as well as the following one of 
Liebenow, is completely identical with our funda- 
mental equation (i). 

The eiirtence of tetravalent lead in acid solution 
has repeatedly been demonstrated. In 1893 H. 
Friedrich found that the chloride of tetravalent 
lead (PbCl^) (therefore also tetravalent lead ions) 
is formed when lead peroxide is introduced into 
concentrated hydrochloric acid. Then in 1896 
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Elbs showed that, by electrolysis under suitable 
conditions, lead tetracetate is formed from lead 
diacetate. Soon after this Foerster ^ succeeded 
in preparing electrolytically lead tetrachloride and 
its ammonium double salt from lead chloride. 
There can be no doubt, then, that by the electrolysis 
of lead sulphate solutions tetravalent ions are also 
capable of forming and that lead peroxide in con- 
tact with dilute sulphuric acid can split off such 
ions. 

Theory of Ltebenow, 

In 1896 Liebenow ' developed a theory differing 
from the above in regard to the action at the per- 
oxide electrode. He begins with the assumption 
that in a lead sulphate solution we must have 

present in addition to Pb and SO^ ions also bivalent 

+ + 
negatively charged PbOj, in that the Pb ions will 

unite to a certain extent with the O ions of the 

water to form PbOj ions. The peroxide electrode 
is to be considered a reversible electrode with respect 

ito the PbOa ions, just as, for example, zinc in zinc 
stilphate represents a reversible electrode with 
respect to the zinc ions. Then during discharge 
the following actions take place : " At the positive 

electrode lead peroxide passes into solution as PbOj 

* Zeitschr. f. JElektrcxihem. Ill, p. 525. 1897. 
*Ibid, n, pp. 420 and 653. • i89<5. 
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ions. Since, however, this solution is saturated 

+ 
with PbOj ions, these react with the H ions of 

the acid, forming Pb ions and water according to 
the equation 

PbO, + 4H = Pb + 2H30. 

Thereupon the lead ions combine with the SO4 
ions of the acid to solid sulphate: 

Pb+s6,=Pbso,„^ 

The change at the negative electrode is the same 

as in the case of Le Blanc's theory and consists in 

a passing of lead into the ionic condition. 

During charging we have the reverse, i.e., at the 
+ + 
negative pole the Pb ions, and at the positive pole 

the 1 bOj ions are precipitated from the solution. 
As the ions are consumed, they are replaced by 
the sulphate accimiulated at the electrodes; the 

Pb ions by direct dissociation of the sulphate and 

the PbOa ions by hydrolysis: 

Pb + 2H20 = Pb03 + 4H, . 
or, written in simpler form, 



Digitized 



by Google 



44 CHAPTER III. 

In order to furnish this theory with a substantial 
foundation it is necessary to prove the existence 

of PbO, ions. This proof has also been given by 
Liebenow and Strasser.* For this purpose they 
electrolyzed sodium hydroxide saturated with lead 
hydroxide and observed that the lead contained 
in the anodic liquid had greatly increased after 
the electrolysis, showing that the lead must have 
wandered as anion against the positive current, 
i.e., the sodium plumbite must be dissociated ac- 
cording to the equation 

Na,Pb02 = 2Na + PbOg, 

wherewith the existence of PbOj ions is proven. 
This demonstration, it is true, is only for alkaline 
and not for dilute sulphuric aci solution. For 
this reason many opponents of the theory have 

maintained that PbO, ions are not capable of exist- 
ing in acid solution. 

However, according to the modem theory of 
solution there is no qualitative but only a quanti- 
tative difference between an acid and an alkaline 

solution. An acid differs only from an alkaline 

+ 
solution in that the former contains more H ions 

and less OH ions than the latter. Therefore all 
ions which occur in an alkaline solution must also 
be capable of existing up to a certain concentration 
(even if frequently a very small one in an acid 

' Zeitschr. f. Elektrochem. II, p. 653. 1896. 
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solution. Consequently one must concede the 

presence of PbOa ions in dilute sulphuric acid 
which contains lead salts; it is in fact easily possi- 
ble to directly calculate the concentration of PbOa 
ions in sulphuric acid containing lead sulphate. 
For this purpose it is only necessary to know the 
concentration of the peroxide ions in dilute sodium 
hydroxide, i.e., the solubility of lead hydroxide 
in sodium hydroxide. 

Two determinations which I carried out for this 
purpose gave for 0.066 normal alkali at 24° C. an 
average concentration of 0.00305 g.-mol. NajPbOj 
to the liter. Since such a calculation of ion con- 
centration can at best be carried out with only 
a certain rough approximation, we will assume 
that the sodium plumbite is completely dissociated. 

The concentration of the PbOj ions can then at 
most be 0.003 g.-mol. per liter. The corresponding 
concentration of the alkali (hydroxyl ions) is, after 
subtracting the amount consumed in the formation 
of the plumbite, equal to 0.054 g.-mol. per liter. 

Now we can think of the peroxide ions, as has 
previously been mentioned, as formed by the reac- 
tion of lead ions with the oxygen ions of the water : 

Pb + J6 = Pb02. 

The O ions are formed from water according to 
the equation 
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Applying the law of chemical mass action to the 
last two reactions, indicating ion concent ations 
by the chemical symbols enclosed in brackets, we 
get 

[Pbbj] = const. [Pb] . [o"]\ 

[hJ 

from which follows: 

[pboJ=const. t^y . . . . (ii) 

LhJ 

The concentration of the PbOj ions is therefore 
proportional to the first power of the concentra- 
tion of lead ions and inversely ' roportional to the 
fourth power of the concentration of the hydrogen 
ion (acid concentration). 

Now the concentration of H ions in the above* 
alkali is calculate! from Kohlrausch and Heyd- 
weiller's constants for the first step of water dis- 
sociation, 

[h] . [oh] = i.iXio-"(24''C.), 

to be 2.2Xio~", when we introduce for [OH] 
the value for a dissociation of 90 per cent of the 
0.05 alkali. The solubility of lead hydroxide in 
pure water is, according to the conductivity meas- 
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urements of Kohlrausch and Rose,* 4X10""^ g.-mol. 
per liter. We have therefore, approximately, 

[pb]-[0H]' = (4Xio-*)'=about o.64Xio-*«, and 
for 0.05 normal alkali 

[pb]=-4>^"^^about2Xio- 
LOHj 

From the given values for [PbJ, LHj,and LPbOjJ 
the proportionality factor is calculated to be 
o.3XIo~^^ so that we get for calculating the con- 
centration of peroxide ions the equation 

[pbbJ=o.3Xio-«LP^,. . . (12) 

LhJ 

Therefore a solution normal with respect to lead 
salt and acid has the very small peroxide ion 
concentration of 10 ~^^ g.-mol. per Hter. In sul- 
phuric acid solution it is considerably less on 
account of the slight solubility of lead sulphate. 
For example, for o.i molecular acid we have to 

take. LhJ ~ 0.2. ' 

The solubility of lead sulphate in water is, ac- 
cording to Fresenius ^ as well as ' Kohlrausch and 
Rose,* 1.4X10"^ g.-mol. per liter. Assuming com- 

* Wied. Ann. 50, p. 135. 1893. 

* Lieb. Ann. 59, p. 125. 
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plete dissociation, the law of mass action gives, 
therefore, 

[pb].[soJ = (i.4Xio-0' = 2Xio-». 

In above sulphuric acid LS04j=about o.i, and 
consequently 

[Pb J = about 2 X IO"^ 
Equation (12) finally gives 

LPbOaJ = about 4 x 10 ~^® g.-mol. per liter. 

As Nemst ^ has pointed out, there is, however, 
no ground for this small concentration not being 
active electromotively ; for are not silver ions 
separated quantitatively, even with large current 
densities, from a potassium silver cyanide solution, 
in spite of the fact that only very few silver ions 
are present in the same? It is true the ions present 
in the immediate vicinity of the electrode would very 
soon be exhausted if, after the precipitation, new 

PbOa ions were not formed from the sulphate 

accimiulated at the electrode. 

+ -»■ 

Besides, the concentration of the Pb ions lying 
at the basis of Le Blanc's theory is extremely 
small. This follows from the fact that dilute 
sulphuric acid which has been in contact with 
lead peroxide and therefore is saturated with 

* 25eitschr. f. Elektrochem. VI, p. 46. 1899. 
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+ + 

Pb ions has acquired thereby no detectable oxidiz- 
ing power, as would have to be the case if appre- 

+ + 

ciable quantities of Pb ions had gone into solution. 

Finally, be it also mentioned that the property 
of good metallic conductivity of lead peroxide 
decidedly indicates that it can pass directly into 
an electroljrte as an ion. 

Let us now apply Nemst's formula, as developed 
above, according to Liebenow's theory. Indicating 
the solution tension of the peroxide electrode for 

PbOj ions by Cq, that of the lead-sponge electrode 

for Pb ions by Cp, and the ion concentrations in 
the acid by the chemical symbols in brackets, the 
potential difference of the peroxide electrode against 
the acids is given by 

' [Pboj 

and that of the lead electrode by 



[PbJ 



* Since the peroxide electrode sends negatively charged 
ions into the solution, this potential difference is to be intro- 
duced into the calculation as negative. 
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The total electromotive force of the accumulator 
is then given by the difference of the single poten- 
tials: 

RT Cp'C^ 

^'"^p-go^—^^^ r-H+nr- - n > • • (13) 

' LPbJLPbO^J 

or, for room temperature (7 = 273 + 18) and Briggs' 
logarithms, 

£^0.0288 log' V_ -Sr' -TT- • • • (^4) 
LPbOjLPbJ 

The solution tensions C^ and Cp are constant 

magnitudes for a given temperature. We can 

therefore take as a direct result from the equation 

that the electromotive force E must diminish with 

-- + + 

increase in concentration of the PbOj and Pb ions. 

In alkaline solution, when, as we saw above, many 

PbOj ions are present, E must accordingly be con- 
siderably smaller than in sulphuric acid; likewise 

in solutions of easily soluble lead salts which con- 

+ -»■ 
tain many Pb ions. In fact the electromotive 

force of the accumulator in sodium hydroxide 

saturated with lead hydroxide is only about 

0.8 volt; similarly, the same is considerably less 

in acidified lead nitrate solution than in sulphuric 

acid. If, on the other hand, we reduce the coh- 

+ + 
centration of the Pb ions and therefore, according 

to equation (ii), also the concentration of the 
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PbO, ions, the electromotive force must rise. 
This case could possibly be realized by precipi- 
tating the sulphate by means of hydrogen sul- 
phide. 

In the following chapter we shall become ac- 
quainted with a quantitative application of the 
osmotic theory. 
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VARIATION OF ELECTROMOTIVE FORCE 
WITH ACID CONCENTRATION. 

(a) General Relations. 

Plants had already observed that the electro- 
motive force of his secondary element rose some- 
what with the concentration of the sulphuric acid. 
More accurate measurements covering a greater 
range of concentration were, however, first made 
by Heim.* 

The acid concentration of a Tudor cell was 
gradually increased 'by steps of about 5 per cent. 
The cell was charged and discharged a mmiber 
of times, and fifteen to eighteen hours after the 
last charging, when the excess voltage ("Ueber- 
spannung") had disappeared, both the electro- 
motive force and acid density were measured (at 
about 15*^ C). The results are given in Fig. 3. 
The electromotive force rises almost exactly pro- 
portional to the acid concentration. 

> Elektrotechn. Zeitschr. X, H. 4. 1889. 
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A further detailed investigation of the influence 
of the acid density upon the E.M.F. we owe to 
P. Streintz.^ Like Heim he used Tudor accumu- 



" \jOooc.otBg804t 

Fig. 3. 

lators for the measurements. The results of this 
investigation are given in Table III, z indicating 
acid concentration in grams per liter, and Eg the 
electromotive force. The values of E are like- 
wise a linear function of the acid concentration, 
as the agreement with the values calculated from 
the equation 

£, = 1.850 + 0.00057.0 . . • (15) 
shows. 

* Wied. Ann. 46, p. 449. 1892. 
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CHAPTER IV. 
Table III. 





Eb 


t 






Fotind. 


Calculated. 


86.3 


1 .900 


1.899 


166. 1 


1.950 


1-945 


236.7 


1.987 


1.985 


296.9 


2 .021 


2.019 


366.3 


2.055 


2.059 


425.2 


2.087 


2 .092 


. 470.0 


2. 116 


2. 118 


516.3 


2.149 


2.144 


570.4 


2.173 


2.175 


611. 6 


2.195 


2.199 


640.9 


2.217 


2.215 


684.2 


2.235 


2.240 



Gladstone and Hibbert * also have made meas- 
urements of the electromotive force . at different 
acid concentrations and obtained the following 
values: 

Table IV. 



Density. 


Per Cent 
H2SO4. 


Electro- 
motive 
Force. 


1.045 
I .065 
1.080 
1. 115 
1. 157 
1. 217 

1.254 
1.335 


6.5 
9.5 

16.2 
21.7 
29.2 

33.7 
43 


1.887 
1.898 
1. 915 
1.943 
1.978 
2.048 
2.088 
2.170 



Comparing the measurements of Heim, Streintz, 
Gladstone and Hibbert, we find that they agree 

* Elektrotechn. Zeitschr. 13, p. 436. 1892. 
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very well as to their relative course; the above 
values, however, show a marked discrepancy. This 
can partly be explained by the differences in the 
observation temperattire, but most of it can only 
be due to errors in calibrating the measuring in- 
struments used or to imptnities in the acid. 

I constructed a cell from chemically pure sub- 
stances and obtained the following values by com- 
parison with a Weston standard cell. The elec- 
tromotive force of the Weston standard cell was 
assumed to be 1.0220 volts (15° C). 

Table V. 



Density. 


Per Cent 
HaS04. 


Electro- 
motive 
Force 
(i5*»C.). 


1 .050 
1.150 
I .200 
1.300 
Z.400 


7.37 
20.91 
27.32 

39 19 
50.11 


1 .906 
2.010 
2.051 
2.142 
2.233 



The electromotive forces are somewhat greater 
than those calculated from Streintz's equation (15) ; 
however the variations are mostly less than i per 
cent. 

Let us now attempt to account theoretically for 
the rise of the electromotive force with the in- 
crease in acid density, by first making use of a 
simple thermodynamical cycle.* For this purpose 



^Zeitschr. f. Elektrochem. IV, H. 
Ann. 65, p. 894. 1898. 
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let US imagine two accumulators charged with 
stilphuric acid of different concentration, so con- 
nected (like poles with each other) that their 
electromotive forces oppose each other, and fur- 
thermore let accumulator I be filled with acid more 
concentrated than that of accumulator II. Since 
the electromotive force of I is greater than II, 
we can remove electrical energy from this system, 
whereby accumulator I is discharged and accu- 
mulator II is charged. The consumption of the 
solid substances PbOj, Pb, and PbSO^ in the o^e 
accumtdator is completely covered by the forma- 
tion of an equal amotmt of the same substances 
in the other accumulator, and we have as the current- 
producing process the transference of H2SO4 from 
the more concentrated solution in I into the more 
dilute in II, and of HjO from II to I. By the 
removal of 96540 coulombs, which corresponds 
to the decomposition of i g. -equivalent, the change 
in the free energy amounts to 

W=^JE 96540 volt-coulombs, 

where JE stands for the difference between the 
electromotive force of I and II. 

The computation of W can be carried out in 
two other independent ways: first, by using 
the heat effect which accompanies the trans- 
ference of sulphuric acid and water, and the tem- 
perature coefficient of JE; second, by isothermal 
distillation, in that we apply to the accumulator 
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the calculation developed by H. v. Helmholt^ 
for the dependence of the electromotive force of 
the calomel element upon the concentration of 
its solution. On account of the importance which 
these calculations possess for the theory of the 
accumulator, it will be well to follow up both 
methods. 

The heat of dilution of sulphuric acid has been 
measured by J. Thomsen ;^ it follows from the em- 
pirical formula given by him that the heat de- 
veloped by mixing a g.-mdl. H3SO4 with b g.-mol. 
H3O is given by 

H-^T-, 5— + 17860 cal. 

6 + 1.798a ' 

It is evident that the heat development accom- 
panying the transference of stdphuric acid from 
accumulator I to II is given by the difference 
between the heat of admixture of sulphuric acid 
to the solution in I and to the solution in II, and 
that the heat effect corresponding to a trans- 
ference of water is given by the difference of the 
heat of admixture of water to the solution in I 
and the solution in II. 

The heat of admixture of 1H2SO4 or 1H2O to 
a large quantity of a sulphuric acid solution of 
a g.-mol. H2SO4 and h g.-mol. H2O is given by 
the partial differential quotient of H with respect 

' Thermochem.. Untersuchungen III, p. 54. 
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to a and 6. Indicating the fonner by U and the 
latter by C/^ we have 

3H_ i786o6» 
^ Ba (6 + i.798a)»^^ 

-. ZW 1.798a* 
c/ ■"'^r "Tri — ^ Q va 17860 cal. . 
do {b + i.jgSay ' 

The change in the total energy (heat effect) Q, 
corresponding to the current - giving process of 
our system, which consists of two acctimulators 
arranged opposing each other, is, therefore. 

The indices I and II indicate the values of the two 
accumulators. 

Now according to the second law of the theory of 
heat in Helmholtzian form, we have the well- 
known relation (p. 25) between the change of the 
free energy PF of a reaction, its temperature coeffi- 

ZW 
cient -7^^ and the heat effect Q, 

ZW 

Remembering that 

PF — 96540 AE volt-coulombs, 

and I volt-coulomb is equivalent to 0.239 g.-cal., 
we get 

^£—^ + r^ volts. • . •(18) 
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Since the temperattire coefficient of the accu- 
mulator and also its variation with the acid con- 
centration has been measxu'ed, we have all the 
data for calculating JE. 

As already mentioned, we can carry out the 
calculation of J£ in a second way, independent 
of the first. The work which can be performed 
by the transference of iHaSO^ from ]I to II is 
given by the difference of the work of admixture 
of 1H3SO1 to II and to I. In order to calculate 
the work of admixtxu'e imagine the mixing car- 
ried out in such a way that for i g.-mol. HaSO^ 
we distil over isothermically from the acctmiu- 
lator an amount of water such that the sulphtiric 
acid is brought to the same concentration as the 
accumulator acid; the acid diluted in this manner 
can then be added to the acctimulator without a 
gain or loss of work. If the accumulator acid 

contains for i g.-mol. sulphuric acid «=- g.-mol. 

water, we must distil n g.-mol. water. Indicating 
the constant water-vapor pressxu'e of the accumu- 
lator acid by p^ and p2 respectively, the variable 
pressure over the g.-mol. acid with p^, the work 
of distillation per i g.-mol. water (compare foot-note 
on p. 37) is 

RTln^ and RTlnfy 
p p 

respectively, where R is the gas constant for i 
g.-mol. By the distillation of w, and w, g.-mot 
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water respectively we gain the work 

W,^RTf\n^dn and W^,^RT J^\fhdn. 

The work performed, therefore, in the transference 
of I g.-mol. H2SO4 from I to II is 

Wn-W,^RT r\rUdn-RT r\n^dn 

Jo p Jo p 

= /?r( n^npi — ftilnpi— I Inpdnj. . (19) 

The transference of water from accumulator 
II to acctimulator I can perform a work which 
is equal to the distillation work of i g.-mol. water 
from II to I, i.e., 

RTln^\ 
Pi 

If we express the gas constant R in units of 
electrical energy, i.e., introducing 

= 0.860 X io~* volts, 



96540 coulombs 
we have for the calculation of JE the equation 



J£; =0.860X10 



+ /«^ — «i/«/?i— / lnpdn\ 
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or, using Briggs's logarithms, 

JE = 1.983 X io-*rf «2 log p2 

+ log J - ^1 log Pi - J^^ log pdnj . (20) 

Thanks to the efforts of Dieterici,* we are in 
possession of extremely exact measurements of 
the vapor pressure of sulphuric acid solutions, 
and have therefore also in this case all data for the 
calculation of JE. 

In order to test by experiment the two equa- 
tions for JE, I introduced into melting ice a cell 
constructed of pure lead oxide charged with various 
solutions of sulphuric acid, and measured the 
accompanying electromotive forces. The results 
are contained in Table VI. The values for the 
water-vapor pressure p are taken from the meas- 
urements of Dieterici, likewise carried out at o® C. 

The calculated values for the electromotive force 
were obtained by computing the differences be- 
tween E and the value of III (2.103 volts) by 
means of equations (18) and (20), and then adding 
the same to III. 

In order to also test equations (18) and (20) 
on a technical accumulator, I took the same dif- 
ferences, in as far as the statements of temperature, 
temperature coefficient, etc., permitted it, from 
the measurements of Heim and Streintz made 

* Dieterici, Wied. Ann. 50, p. 61. 1893. 
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upon a Tudor accumulator, and introduced the 
values of E thus obtained into the table. 



Table VI. 



Acid 
Den- 

iS*C. 



Per 

Cent 

H:iS04 



I bo 
i 6 



ar 

Milli- 
volts. 



Electromotive Force E (6® C), 
Volts. 



Calculated. 



Prom 



Prom 



Pound. 



o 

I 



I 

II 

III 

IV 

V 



1. 553 
1 .420 
1.266 
X.IS4 
1.035 



64.5 
52.15 
35 . 26 
21 .40 
5.16 



20 
100 



0.431 

297 

975 

4.027 

4.540 



+ 0.04 
+ 0.06 
+ 0.11 
+ 0.3; 
— 0.07 



2.39 
3.25 
(2.10) 
2.06 
1.85 



2.383 
2. 257 
(2.103) 
2.000 
1.892 



2.355 
2.253 
2.103 
2.008 

1.887 



2.268 

(2.103) 

1.992 

1. 891 



(2.103) 

a. 00a 



As the figures show, the agreement between 
calculated and measured values is excellent. 

The values calculated from Q are (especially in 
the case of the more dilute solutions IV and V) 
less exact, since they are derived from an equation 
conforming only imperfectly to the facts. The 

-^p^) in equation (i8) 

is taken from the measurements of Streintz * on 
the temperature coefficient. This could be done 
with sufficient accuracy, since the maximum value 
of this member amounted to only 0.05 volt. The 
small temperature coefficient of our system is 
also in good agreement with the fact established 
by Nemst,^ that the change of the free energy, 

* Streintz, Wied. Ann. 46, p. 454. 1892. 

* Nemst, Ibid, 53, p. 57. 1894. 
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Upon mixing sulphuric acid solutions, very nearly 
agrees with the change of the total energy (heat 
effect) of this process. The measurements of 
Heim and Streintz, given in Table VI, show that 
the equations (18) and (20) also hold good for 
the forms of the acctimulator used in actual prac- 
tice. 

The fact that the two above calculations, carried 
out by independent methods, agree so well with 
the experiment, along with the mentioned results 
of the thermochemical investigation of Streintz 
and Tscheltzow, certainly proves most' conclu- 
sively that the current-giving process in the accu- 
mulator can only be expressed, by equation (i) 
and no other; not excluding, of course, the re- 
versible formation and disappearance of inter- 
mediate products. 

The above calculations give an important hint 
toward achieving a higher electromotive force 
in the construction of practical accumulators. 
Every addition to the accumulator acid which 
reduces the water -vapor pressure of the same 
and does not disturb the electrolytic process must 
increase the electromotive force. However, it 
seems difficult to find an indifferent substance 
which can for a considerable time resist the oxi- 
dizing action of the PbOa and the reducing action 
of the lead sponge. The substance added must 
at the same time not appreciably influence the 
conductivity, for then, as will be shown below, 
the efficiency must be considerably lowered. The 



Digitized 



by Google 



64 CHAPTER IV. 

use of very concentrated sulphuric acid is out 
of the question on account of its directly attack- 
ing the lead sponge. By the amalgamation of 
the lead this action can be very considerably 
reduced and electromotive forces obtained of over 
2.7 volts, but only for a short time. It may be 
well to mention that, on the basis of the above 
calculation and measurements, the lead accumu- 
lator represents a very convenient, apparatus for 
the determination of the change in free energy 
produced by mixing sulphuric acid solutions. There- 
fore the tables for the variation of the electro- 
motive force with the acid concentration are at 
the same time to be considered as tables showing 
the change in free energy with the change in con- 
centration of a sulphiuic acid solution. 



(b) Relations for Dilute Solutions. 

Equation (20), which expresses the relation 
between the vapor pressure of the acid and the 
electromotive force of the acctmiulator, is un- 
wieldy for practical purposes and possesses, there- 
fore, only theoretical interest. If, however, we 
do not take into consideration all concentrations, 
but only dilute sulphuric acid solutions, say from 
about twice normal down, then the same takes 
a very simple form. Imagine, for instance, the 
two accumulators filled with acids which differ in 
their concentrations by an infinitesimal amotant; 
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then, putting ftz^n^-hdn, p^^^pt + dpy the above 
equation passes into the form 

dE ^^, ^dlnp , , 

— =-i?T(n + i)^. . . . (2x) 

If we introduce into this equation, in place of 
n, the normal concentration c (g.-mol. per liter), 
we obtain for the acid coefficient of the accumu- 
lator, since in dilute solution n~^-^, the relation 

c 

Now — ^-^=— -r -^^ is the relative depres- 

dc p oc ^ 

sion of the vapor-pressure upon the addition of 
I g.-mol. H2SO4, and this is, according to the Raoult- 
van't Hoff law, independent of the concentration 
and has for electrolytes, which by dissociation 

decompose into v parts, the value -rj, N indicating 

the g.-mol. of water contained in one liter (A^ = 55.55). 
The acid cofficient therefore becomes 

^ = i.i?rf^+o.oi8V . . . (22) 
oc \c J 

The integration of this equation from c^ to C2 
finally gives, after introducing the value of R 
and using Briggs's logarithms, 

£,-£i =0.1983 X 10- Wlogi«^^ + o.oo8(c^ 
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Since sulphuric acid separates into three parts 
by dissociation, v would here be equal to 3. Sul- 
phuric acid of normal concentration is, however, 
as the freezing-point determinations have shown, 
only partially dissociated, and v has therefore in 
reality a value less than 3. 

According to the measurements given below, 
and the freezing-point determinations of dilute 
sulphuric acid solutions by Loomis, both of which 
are in good agreement, v from normal acid down 
has the mean value of 2.22 at o® C. The E.M.F. 
of the accumulator, charged with acid of normal, 
concentration, as given by a ntimber of meastu^e- 
ments, agreeing to within 0.0002 volt, is 1.917 
volts at 0° C 

Introducing this value into equation (23), we 
get for the E.M.F. E^ at the acid concentration 
c and 0° C. 

£^ = 1.917 + 0.120 log*V + o.ooic, . . (24) 

and for room temperature (18° C.) approximately 

£^ = 1.92 + 0.15 log"-c (25) 

These equations permit the calculation of the 
E.M.F. in a very simple manner, from the con- 
centration of the acid. They are a special case 
of the general equation (20), and are applicable 
for acids which are more dilute than twice normal, 

* 1.0220 volts at 15° C, was the E.M.F. of the Normal V\'cston 
element assumed. 
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with the one condition that the reduction of the 
vapor-pressure produced by the dissolved lead 
sulphate be negligible as compared with the change 
in vapor-pressure caused by the acid. The equa- 
tion therefore holds good only down to about 
0.0005 normal acid. 

Of course we arrive at the same relationship 
when we consider the interdependence of the 
E.M.F. of the accumulator and the acid concen- 
tration, in accordance with Nemst's (osmotic) 
theory of the galvanic cell. Since the laws of 
osmotic pressure are true only for dilute solutions, 
the theory does not give equation (20), but only 
the one for dilute solutions. We arrive at the 
same, however, by a much shorter and simpler 
course. 

The following is the derivation of equation (23) 
from the standpoint of the peroxide-ion theory 
developed by Liebenow. It is especially to be 
noted, however, that the theory of Le Blanc leads 
to the same equation. 

According to Liebenow's theory the E.M.F. of 
the accumulator, as we have seen on p. 49, is 
determined by the solution pressure of the per- 
oxide and lead electrodes (C^) and (Cp), and the 

concentration of the peroxide and lead ions (LPbOaJ 

and [Vh ]) , and is given by the equation 

' [Pb][Pb0j' 
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The concentration of the peroxide ions is given 
(p. 46) by the concentration of the hydrogen ions 
according to the equation* 

r - - -1 ^ [pblLn^o]' 

IPbOj = const. r+-n, •" . 

LhJ 

Since solid lead sulphate is always present in 

the accumulator, we have, according to Nernst's 

+ + 
law of solubility reduction, the product of Pb 

and SO4 ions constant: 

[pb].[soJ=const. 

If, further, we consider that, on account of the 

r+ "1 

slight solubility of lead sulphate, [SO^ J = i= — J=c, 

2 

and indicate the active mass of the water (H3O) by 

Cq, it follows that 

[pb ] . [PbO J = ^-4 • const., 
(r 

_ RT. Cp^C^ 

E = — In — jT^ — • const. 

Wherewith we obtain for the difference between 
the electromotive forces of two accumulators with 
the acid concentrations c^ and c^: 

E,-E,^^ln'f^,. . . . (26) 

* In the calculations on p. 46 the active mass of the water 
(HjO) could be considered constant. In the above more 
acciirate calculations, however, its variation cannot be ignored. 



Digitized 



by Google 



VARIATION OF ELECTROMOTIVE FORCE, 69 

The active mass c^ of the water is proportional 
to the vapor-pressxire p\ therefore we can sub- 
stitute ^ for ^. 

For dilute solutions, however, the reduction 
of the vapor-pressure by the substance dissolved 
is small as compared with the absolute value of p 
and therefore 

J Pi P 2-P1 «3(£2z£i) 

pr~p2 N • 

Substituting this in above equation, the same 
becomes identical with (23) and (24). 

In conclusion be it mentioned that the direct 
application of the law of mass action to the chemi- 
cal equation of the action in the acctmiulator leads 
at once to the same relation. For very dilute 
acid we can asstmie complete dissociation of the 
sulphuric acid and lead sulphate and therefore 
write oxu" reaction equation in the form 

PbO, + Pb+ 4H - 2Pb + 2H2O. 

Since PbO, and Pb are present in solid form 
and consequently their active masses are constant, 
the law of mass action gives 



[AT 



[pb'].[H,o] 



—const. = const. -AT, 



K indicating the equilibrium constant of above 
reaction. The van't Hoff expression for the re- 
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lation between E.M.F. and chemical equilibrium is 



E^—lnK, 

2 



(27) 



giving equation (26), etc., dircetly. 

In order to experimentally test equation (24), 
I built two small accumulators out of pure lead 
oxide and placed the same in a water-bath sur- 
rotinded by melting ice. The one was kept filled 
with normal acid, while the other was successively 
charged with acid from 0.4 down to 0.0004 normal. 
The difference of the electromotive forces of the 
two accimiulators was measured by compensation. 

The following table contains the results of the 
measxu'ements } 

Table VII. 



Gram-mol. 

H2SO4 

per Liter, 

c. 


Electromotive Force (o® C), 


Pound. 


Calculated. 


1 .000 

0.360 

0.180 

O.III 

0.0505 

0.0124 

0.00046 


1. 917 
1.863 
1.828 
1.802 
1.764 
I .690 
1.488 


(1.917) 
1.863 
1.827 
1. 801 
1.760 
1.687 
I. 516 



* Based on the Normal Weston element, whose E.M.F. was 
taken as 1.0220 volts at 15° C. 
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The third column gives the values for E as cal- 
culated by means of equation (24). The differ- 
ence between the measured and calculated values 
are exceedingly small and lie well within the range 
of experimental error; only in the case of the last 
value does it reach 2 per cent, because here the 
dissociation of the acid has advanced to a very 
marked extent and hence the value introduced 
for V should be greater than 2.22. 

As demanded by the theory, the E.M.F. falls 
off rapidly with the dilution of the acid. 

If we should reduce the concentration of the 
acid considerably below 0.0004, according to the 
above expression, the E.M.F. would have to be- 
come zero, and finally even change its direction, 
i.e., its algebraic sign. Practically, however, this 
limit case cannot be realized, because the dis- 
solved lead sulphate is partially broken up hydro- 
lytically into lead hydroxide and sulphuric acid. 
As has been mentioned, equations (24) and (25) 
hold good only down to about 0.0005 normal 

acid; for more dilute acids the assimiption that 
r+ni 

LsoJ=^= — =^=cis not true, since the solubility 

of lead sulphate equals 0.00013 g.-mol. per liter. 
From this acid concentration down we have, there- 
fore, to calculate with the equation 

£ = ^/n^^P^, . . . (.8) 
LPbJ 
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which follows directly from equation (ii). For 
the difference between the electromotive forces 
of two acctimulators with different concentrations 
of acid we get the eqtiation 

fphl ThT 

E^-E,=RTln^^ + RTln^^. . (29) 
[PbJ, LhJ, 

In order to give an application of the above 
expression, we will employ it to calculate the 
concentration of sulphuric acid in a pure lead 
sulphate solution, i.e., the degree of hydrolytic 
dissociation of lead sulphate. A knowledge of this 
is of significance as regards the question of the 
constitution of lead salts in solution, and conse- 
quently also the theory of the lead acctimulator. 
All that is necessary is to determine the E.M.F. 
of the accimiulator filled with pure lead sulphate 
solution. Actual measurement gave 1.26 volts (E^ 
Sit o^ C. 

Now tl;e solubility of lead sulphate at o® C, 
according to the closely agreeing conductivity 
measurements of Kohlrausch and Rose ^ and the 
analytical determinations of Fresenius,^ is 41 mg. 

^1.3-10"* mol. per liter. Therefore LPbJi ==? 
1.3-10"*. If, in addition, we introduce from 



* Wied. Ann. 50, 135. 1893. 
' Lieb. Ann. 59, p. 125. 
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.Table VII £2 = 1.488 and [hJ2 = 2X0.00046, it 
follows that 



[fi].= 



3XIo-^ 



from which we get the hydrolysis of lead sulphate 
at 0° C. tD be from 5 to 10 per cent. Unfortu- 
nately, up to the present no direct determination 
of the hydrolytic decomposition of lead sulphate 
has been made. Ley ^ recently found for a o.oi 
w-solution of lead chloride, an hydrolysis of 0.6 
per cent at 100° C. 

If we reduce the acid concentration in the accu- 
mulator beyond the amount corresponding to the 
hydrolytic decomposition of the lead sulphate, the 
possibility of sulphate formation ceases, and we 
have in its place a reduction of the. peroxide and 
an oxidation of the lead sponge to lead hydroxide 
according to the equation 

Pb03 + Pb + 2H2O = 2Pb(OH)2. 

The free energy of this reaction is given by the 
E.M.F. of the accumulator, when the same is 
filled, not with acid, but with dilute sodiimi hy- 
droxide saturated with lead oxide. Measurements 
give a value of 0.8 volt. 

Of the E.M.F. of the accumulator, then, 40 per 
cent (0.8 volt) is due to the reduction of peroxide 

* Zeitschr. physikal. Chem. 30, p. 193. 1899. 
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and the oxidation of lead sponge, 20 per cent 
(0.4 volt) to the change of oxide into sulphate, 
and 40 per cent (0.8 volt), almost one half, to a 
sulphuric acid concentration chain, i.e., as a re- 
sult of the fact, that diluting sulphuric acid is 
accompanied by such a great change in energy. 
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VARIATION OF ELECTRODE POTENTIAL 
WITH ACID CONCENTRATION. 

(a) General Relations. 

In the preceding chapter the variation of the 
E.M.F. of the lead accumulator for the entire 
accessible range of concentration was considered. 
Now the question arises, how does this change 
distribute itself with regard to the potential at 
the separate electrodes? We have on this point 
an investigation by Streintz.* He determined 
the potential difference of the accumulator elec- 
trodes, with varying acid strength, as against a 
zinc electrode placed in a porous cup containing 
a concentrated solution of zinc sulphate. He 
fotmd that, as measured against the electrode, 
the potential of the peroxide electrode rises with 
the concentration of the acid, while that of the 
lead electrode diminishes. Let P^ stand for the 
potential of the peroxide electrode against the 
zinc electrode, ps for that of the lead-sponge elec- 

* Wied. Ann. 49, p. 546. 1893. 
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trode against zinc, ^ for the density of the acid, 
and 5o for the density of pure water at the tem- 
perature of observation ; . then the measurements 
of Streintz may be expressed by the empirical for- 
mulae 

^5 = 2.3275 +0.5925(^-^0), 
^5 = 0.4775 -0-3245(^-^0)^ 

In this arrangement, however, potential differ- 
ences develop at the points of contact between 
zinc sulphate solution and sulphuric acid, which 
cannot be calculated in the case of concentrated 
solutions; hence these measurements cannot be 
used for an exact testing of the theory. It is 
necessary to employ an electrode which is re- 
versible with respect to one of the ions of the acid 
and so can be directly introduced into the accu- 
mulator acid. The hydrogen and mercurous 
sulphate electrode are of this kind. 

Upon introducing a platinum foil charged with 
hydrogen into the accumulator, we obtain with 
the accumulator electrodes the two reversible 
galvanic combinations, PbOj, PbSO^ — HjSO^ — H, 
and Pb, PbSO^— H^SO,— H^, in which the follow- 
ing reactions, take place during the production 
of current: . . 

PbOj + H2 + H^SO^^z^PhSO^ + 2H,0 
and . 

Pb + H,S04 4=^ H3 + PbSO^. 
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Since PbS04 is present in solid fOnti'.^iKi. the 
acid therefore is kept saturated with this salt, 
the change in the Kquid phase of both elements 
during" discharging' consists in the consumption of 
1H2SO4. In the PbOj element there are formed 
in addition 2H3O. In as far as the electromo- 
tive forces depend upon the acid concentration, 
they must differ by the difference in the free 
energy of formation of water, in sulphuric acid 
of varying concentrations. 

This is given by the work of distilling water 
from the more dilute into the more concentrated 
acid. 

If we indicate the E.M.F. of the element Hj — PbOj 
by e, and that of the element Hj — Pb by ^, the 
water- vapor pressure of the acid by p^ and p2 
respectively, then 

Je-Je' =RTin^ = i.gSXio-'T\og''^. (30) 
Pi Pi 

If in an analogous way, as was done (p. 59) 
for the accumulator, we calculate from the work 
of distillation the effect of the acid density upon 
the E.M.F. of the above combinations, we obtain 
two quite similar equations, whose subtraction 
gives equation (30). In the same way we get 
for the dilution coefficients the expressions 
de RT Nnp . 

:. : / : 'de' ^ RT Zlnp /uw_rr x ' .: / ' -v 
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from which follows 

9n"'Sn' n ^^^^ 

As long as « is large as compared with 2, both 
elements change equally rapidly. For a mixture 
of I mol. sulphuric acid to 2 mol. water (» = 2) 
the E.M.F. of the peroxide element changes twice, 
for a mixttire of i mol. H2SO4 to i mol. water, 
three times as rapidly as that of the lead ele- 
ment. 

In order to verify these equations, I determined 
the potentials of the single accumulator elec- 
trodes with various acid densities over and against 
a hydrogen electrode, consisting of a platinized 
platintim electrode continuously bathed with 
hydrogen and dipped into the same acid. As 
regards the details of carrying out such measiure- 
ments I refer to the last chapter. 

The results are contained in Table VIII.^ 

The values for p are taken from the measiure- 
ments of Dieterici. The calculated values for 
e and ^ were obtained by computing by means of 
equation (30) the values for Ae from the measured 
ones for Ae^ and p, and the values for Ae^ from the 
measured Ae and p values. The differences thus 
obtained were then added to the value of No. III. 

* The meastirements were carried out with ordinary aoca* 
mulator plat^; it is surmised that with entirely pure sub- 
stances the values would be somewhat higher. 
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Table VIII. 





Acid 
Density, 


Per 

Cent 

H2SO4. 


Vapor- 
pressure, 

P' 

0* C. mm. 

Hg. 


Electromotive Force 0** C. 


No. 


PbO^H,. 
e 


Pb-pH,. 




Found. 


Calc. 


Found. 


Calc. 


I 

II 

III 

IV 

V 


1.033 
1 .064 
1 .141 
1 .192 
1.428 


4.86 
9-33 

'^^^ 
26.36 

52.93 


4.55 
4.45 
4.02 
3.68 
1.24 


I .610 
1 .617 

1.654 
1.682 
1. 801 


1 .604 
1 .617 

(1.654) 
1.678 
I. 791 


0.269 
0.282 
0.317 
0.339 
0.426 


0.275 
0.282 
(0.317) 
0.343 
0.436 



Since the electromotive forces are calculated 
from the second differences, errors to the extent 
of 0.006 volt are possible. 

The variations between the calculated and 
measured values are almost without exception 
within this limit. 

The relations are much simpler than in the case 
just considered, when we use as the measuring 
electrode, instead of the hydrogen, the mercurous 
sulphate electrode, consisting of mercury covered 
with mercurous sulphate. The current-producing 
reactions of the two galvanic combinations ob- 
tained with this electrode are 

PbOa + 2Hg + 2H,S04 ^ PbSO, + Hg,SO, + 2H3O, 
Pb + Hg^SO, ^ PbSO, + 2Hg. 

The second equation shows that during current 
production no change takes place in the solution 
of the element Pb— Hg, for HgjSO^ and PbSO^ 
are present in the solid form and keep up the 
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sattiration of these salts. The E.M.F. of this 
element must therefore be entirely independent 
of the liquid phase and consequently also of the 
amount of acid in the same. On the other hand, 
in the PbOj — Hg element we have, as in the accu- 
mulator, 2H2SO4 consumed and 2H2O formed 
during the passing of the current. That is, the 
dependence of this element upon the acid con- 
centration is the same as that of the accimiu- 
lator and is determined by the same equations. 
The lead electrode measured against a mercurous 
sulphate electrode, then, appears independent, 
while only the peroxide electrode appears depend- 
ent, upon the acid concentration. 

Several measurements in this connection showed 
that these demands of the theory are also very 
exactly fulfilled. 

The following acid concentrations gave the 
E.M.F. standing under each: 





6.S 


10.3 


16.S 


% H,S04. 


Hg— Pb 
Hg— PbO, 


0.96 
0.93 


0.96 
0.9s 


0.956 
0.99 


} volt (o*> C.) 



The meastirements of Streintz (1. c.) can be ex- 
plained in the same simple manner. As stated, 
this investigator employed for a measuring elec- 
trode zinc in a saturated zinc sulphate solution. 
For the same reason as in the case of the mer- 
curous sulphate ' solution the E.M.F. of the.xom- 
bination Pb — Zn would have to be independent 
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of the acid concentration. However, the poten- 
tial difference of the liquid chain H2SO4 aq — ZnSOi aq 
which acts against the electromotive, forces, in- 
creases greatly with the acid density and thereby 
effects a falling off of the E.M.F. of the Pb— Zn 
element with the acid density and a retarded 
increasing of the combination PbOg — Zn. 

Although the above measurements give valuable 
insight into the behavior of the individual accu- 
mulator electrodes with different acid densities, 
and we shall frequently make use of them, yet 
the same do not give a clear picture of the change 
of the potential of the accumulator electrodes 
with the acid alone, since the potential of the 
auxiliary electrodes also changes. And as we saw 
above, in the case of different measuring elec- 
trodes, the accumulator electrodes show in con- 
sequence an apparently very different behavior 
with variation in concentration. A better in- 
sight into the changes at the accumulator elec- 
trodes alone is obtained by determining the poten- 
tials of different densities of acid against the 
same electrode in a definite constant concentration, 
i.e., by using concentration chains of the form 

Pb I PbSO^ cone, acid— dilute acid PbSO^ | Pb, 
and 
PbO, I PbSO, cone, acid— dilute acid PbSO, | PbOj. 

Chains of that kind were first investigated by 
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Gladstone and Hibbert,* and recently by Mugdan;' 
the latter also treated them theoretically. These 
interesting investigations pertain only to dilute 
acids, but since very simple and generally appli- 
cable relations can be derived for more concen- 
trated solutions of acid, such as are used in prac- 
tice in accumulators, the investigations of Mugdan 
will be discussed later. 

When the above concentration chains give cur- 
rent PbS04 is consumed, H2SO4 and Pb or PbO, 
are formed in the dilute acid, and in the concen- 
trated acid Pb or PbOj and H2SO4 are consumed 
and PbSO^ is formed. In the peroxide chain we 
have in addition 2H2O which are formed in the 
concentrated solution and disappear in the dilute. 

The total consumption of the solid substances 
Pb I PbOa and PbSO^ in the chains is therefore 
zero, and there remains as the current-producing 
action only the transportation of H2SO4 from 
the concentrated into the dilute acid. We 
must, however, remember that in the above chains 
the acid equalization does not only take place 
through the decomposition and formation of sul- 
phate, but also to a large extent through electro- 
lytic transportation at the points of contact of 
the acids of different concentration. 

We shall next consider the chain 

Pb I PbS04 cone, acid— dil. acid PbSO^ | Pb. 

^ Elektrotechn. Zeitschr. 1892, p. 436. 
'Zeitschr. f. Elektrochem. 1899, p. 316. 
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If we take out of the same an amotint of ctirrent 
equal to 2F (F = 96540 coulombs), it performs the 
work 

Wj = 2F Jfii volt-coulombs, 

where ie^ stands for the E.M.F. At the same time 
the current liberates i mol. SO4 in the dilute acid 
and binds i mol. SO4 in the concentrated acid. 
Besides 2/1 H atoms migrate from the concen- 
trated to the dilute acid and (i — jj)SO^ molecules 
from the dilute into the concentrated acid, fi repre- 
senting the Hittorf migration nttmber of sulphuric 
acid. The total amotmt of acid transported by 
the current from the concentrated to the dilute 
solution is, therefore, 

1SO4 + 2;£H- (i - fi)SO, = fiU^SO,, 

Now, as we saw above (p. 60), the migration of 
I mol. H2SO4 is equivalent to a distillation work 

RTin^logp^-n^logpi- I log pdn), 

J n\ 

which for the sake of brevity we shall write RTf(p). 
The work performed by our concentration chain 
is therefore RTfif(p), so that upon considering 
the electrical work W an E.M.F. is given: 

J^i = 0.990 Xio"*r/i/(/?). . . . (34) 

In order to test this equation we shall make use 
of the measurements of Gladstone and Hibbert. 
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Since these observations were made at room tem- 
perature, we cannot carry out the calculations 
for j{p) by means of the vapor-pressure measure- 
ments of Dieterici used above, but are dependent 
upon the measurements of Regnault, which are 
not accurate enough, however, for the particular 
purpose. According to the. discussion in the pre- 
vious chapter we are justified in calculating f{p) 
from the change of the E.M.F., with the acid con- 
centration, of the entire accumulator at the par- 
ticular temperature. By means of equation (20) 
we obtain directly 

^'i-'t'i^-^'O^^l^og^y . . (35) 

Of course for the calculation of log ~ the values 

Pi 

of Regnault are sufficiently accurate. In Table 
IX are placed side by side the values obtained 
by means of this equation and by measurement. 
The values for E are taken from Table IV, those 
for [i are exterpolated from the measurements of 
Hittorf. In the calculation the mean value of /£ 
was introduced for both concentrations, and for 
0.2 per cent acid the value 0.80 was used. 

Since the temperature is not given in the case 
of Gladstone and Hibbert's measurements, the 
E.M.F. of the accumulator for 0.2 per cent acid, 
which changes greatly with the temperature, had 
to be calculated from the measurements them- 
selves. The value obtained was 1.690 volts. At 
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higher concentrations (above 30 per cent HjSOJ 
the migration number changes so much with the 
amount of acid that calculating with the mean 
value is not permissible; in this case it would 
be necessary to integrate with reference to /*.* 
For the first three concentrations the value of 
JE is calculated by means of equation (25), be- 
cause the measurements of Gladstone and Hibbert 
do not extend so far down: 

Table IX. 



Acid at 


Acid at the 






J*i Volts. 


Jea Volts. 


the+Pb 


-Pb plate 
and 


P 
18° c. 

mm. Hg. 


u 










plate and 










-PbOj 


+ Pb02 


Mean. 










<^U^* 


plate, 
% H2SO4 




Found. 


Gale. 


Found. 


Gale. 


0.2 


0.65 


15.3 


0.800 


0.036 


0.023 


0.054 


0.034 


0.2 


1-35 


15. 3 


0.800 


0.047 


0.041 


0.072 


0.061 


0.2 


2.85 


^5-3 


0.810 


0.060 


0.060 


0.095 


0.090 


0.2 


5-5 


151 


0.813 


0.066 


0.068 


0. 107 


O.III 


0.2 


10.5 


14.9 


0.821 


0.082 


0.082 


0.134 


0.128 


0.2 


14.5 


14. 5 


0.823 


0.094 


0.091 


0.150 


0.142 


0.2 


18.0 


14.0 


0.823 


0.102 


O.IOO 


0.158 


0.156 


0.2 


22.5 


13.2 


0.818 


0.109 


0.112 


0.168 


0.17s 


0.2 


36. 5 


10. 


0.805 


0.150 


0.14 


0.215 


0.25 


0.2 


48.0 


6.2 


0.778 


0. 164 


0.18 


0.281 


0.34 


0.2 


57-5 


— 


— 


0.204 


— 


0-3S9 


— 


0.2 


85-5 


— 


— 


0.247 


— 


0.573 


— 


0.2 


98.0 


~ 


"" 


0.266 


"" 


0.643 


""^ 



* The integration of the equation for the dilution coefficient 
given below gives directly the equation to be employed for 
higher concentrations: 



A- 



.^Trn'-^dn. 



-f 

Jn 
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We shall now turn our attention to the peroxide 
concentration chain: 

PbO, I PbSO^ cone. H^SO,— dilute H^SO^PhSO, | PbO,. 

In this, as in the lead chain, the passing current 
liberates i mol. SO4 in the dilute acid and binds 
one in the con3entrated. In addition 2 atoms 
are removed for the formation of peroxide from 
the dilute solution and added to the concentrated. 
In this chain, as distinguished from the other, 
2/i H atoms wander from the dilute to the con- 
centrated and (i — /£) SO4 molecules in the opposite 
direction, for the current in the peroxide concen- 
tration chain flows in the opposite direction from 
that in the lead concentration chain. The total 
transportation per 2F is then 

1SO4- 2O - 2/£H + (i - /£)S04 = (2 - /£)H,S04- 2H2O. 
Since the distillation work equivalent to the 
transportation of the water is 2RTln^ (^3= vapor- 
pressure of the dilute acid, /?i= vapor-pressure of the 
concentrated acid), we get for the E.M.F. of the 
peroxide concentration chain 

i£3 = o.99oXio-*r^(2-/£)/(^)+log^^, (36) 

and after substituting the value for f{p) in the same 
manner as before (T = 2 90) , 

^£3= (2 -7^)— - + 0.0287/1 log §. . (37) 
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The comparison of this expression with the 
meastiretnents of Gladstone and Hibbert is given 
in the last two columns of Table IX. This series 
of measurements gives the E.M.F. of the accumu- 
lator for 0.2 per cent acid as 1.708 volts, indicating 
that in all probability these values were determined 
at a somewhat lower temperature than the At^ 
values. That which was said on p. 84 respecting 
the dilute and concentrated solutions also applies 
here. 

When we consider the uncertainty of the bases 
of the calculation, the agreement between the 
calculated and found values of de^ and de^ is very 
satisfactory. 

Especially of practical significance to the lead 
accumulator are the values of the dilution coeffi- 
cients of the electrode potentials. By a course 
of development the same as for the entire accimiu- 
lator (p. 65), we obtain from the above Ab values 
the dilution coefficients of the separate electrodes: 

Be, RT dlogp 

d€2 RT ( , , \d\ogp , , 

from which follows, by division, 

Be, / 2,47\9ei , ^ 

if we introduce for ft, from the figures of Hittorf, 
the mean value 0.808 for the range of concentra- 
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tion from 0.2 to 30 per cent H2SO4. From this 
it follows that for the mixttire 5 mol. HaO to i mol. 
H2SO4 (n = 5) the potential of the peroxide elec- 
trode falls off about twice as fast with the dilution 
as does that of the lead electrode. In Table X 

are a number of ^ values from the above measure- 

on 

ments, compared with the same values calculated 
by equation (40): 

Table X. 



Per Cent 
H2SO4. 


n 


dn' 
Observed. 


dj2 
dn' 

Calctilated. 


d<2 

Observed. 


10. S 


46.4 


0.00082 


0.0012 


O.OOIO 


18.0 


24.8 


O.OOII 


0.0017 


0.0016 


36.5 


9.47 


0.0058 


O.OIOO 


0.0093 



We can interdependently calculate, then, in a very 
simple manner, with a fair approximation, the di- 
lution coefficient of the individual electrodes. 

2.47 
For very dilute solutions disappears and 

the ratio of the dilution coefficients is alone deter- 
mined by the migration number, which latter, accord- 
ing to Hittorf's measurements, is 0.80 for the 
concentration range o to 2 per cent H2SO4. There- 

fore for dilute solutions ^ = i.So:^\ and herewith 

on ^ dn 

also Je2 = i.soJei. In fact, dividing the Js values 
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for dilute solutions of Table IX, we get the figures 
1.50 and 1.53. This agreement is a splendid con- 
firmation of the accuracy of Hittorf^s migration 
numbers. 

(b) Relations for Dilute Solutions, 

As a matter of course the simpler equations for 
the change of electrode potentials in dilute solu- 
tions could be derived from the above thermodynamic 
equations, in the same way as was done on p. 65 
for the E.M.F. We arrive at these relations, 
however, in a much easier way than was done by 
Mugdan (1. c.) with the aid of Nemst^s osmotic 
theory of concentration chains. If, in order to 
bring out more clearly the connection with above 
calculations, we likewise introduce the migration 

number /£, fjt£ =»——), in place of the ion velocities 

u and V used by Mugdan, we get the E.M.F. of the 
concentration chains in the following manner: 
In the concentration chain 

Pb I PbSO, cone, acid— dil. acid PbSO, | Pb, 

with a current of 2F flowing through it, the quan- 
tity of acid fi g.-mol, H2S04 = 3;£ g.-ion^ is carried 
from the higher concentration (c^) into the lower 
(Ci). Since the osmotic pressure is proportional 
to the ion concentration, the osmotic work con- 

* For in dilute solution sulphiiric acid is decomposed into 
+ 
a H ions and i SO4 ion. 
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sumed for current production is given by the ex- 
pression 3/i/?riog— (compare foot-note, p. 37), 
and therefore the E.M.F. 

j£, = f//.i?riog^ 

= 3fi 0.990 X io~*r log^® —volts. (41) 

In the peroxide concentration chain 

PbOj I PbSO.conc. H^SO^— dil. H^SO,, PbSO, | PbO, 

the quantity of acid transported per 2F is 
(2-j") g.-mol. H2S04 = 3(2-/£) g.-ion from the con- 
centrated into the dilute acid, which corresponds 

to the osmotic work 3(2 — /£)7?riog— . In addi- 

tion, however, 2 mol. HjO are carried in the oppo- 
site direction, which transportation is equivalent 

P 
to the work 2RTln-^, In dilute solutions we 
Pi 

P 
can as a first approximation introduce for In^ 

Pi 
the expression 

3_(fj^3) (Ar = 55.5,seep.69). 
Then we obtain for the E.M.F. 

ie, = 3 X 0.990 X io-'rK2 - fi) log" I 

+ o,oi6(c, - Ci) ) volts. (42) 
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The addition of equations (41) and (42) of course 
gives the change of the E.M.F. of the entire accu- 
mulator, i.e., equation (23). 

Equations (41) and (42) have also been sub- 
jected, by Mugdan, to a thorough experimental 
test. The results of his measurements, referred 
to 17° C. (7 = 290), are contained in Table XI. 

In the calculations 0.85 the value for fi recently- 
found experimentally by Stark for the concentra- 
tions 2 to 5 per cent was used. The incomplete 
dissociation of the sulphuric acid was taken into 
account, by introducing, instead of the factor 3, 
the value 2.22. The considerable deviation be- 
tween calculated and found in the case of the last 
two values (enclosed in brackets) is due to the 
fact that the equations hold good only for dilute 
acids, and this condition is no longer fulfilled for 
these concentrations. For the more dilute solu- 
tions the agreement between calculated and fotmd 
values is very good. 

Table XI. 



Concentration per Liter 
of Solution. 


Electromotive Force in 

Volts at the Negative 

Plates. 


Electromotive Force in 
Volts at the Positive 
Plates. 




Found. 


Calculated. 


Found. 


Calculated. 


f g.-mol. -A g-mol. 

i g.-mol. -A g-mol. 

T>, g.-mol. -A g.-mol. 

g.-mol. - ^ g.-mol. 

g.-mol. — { g.-mol. 
1 g.-mol. — f g.-mol. 
3 g.-mol. - 1 g.-mol. 


— 0.0308 

— 0.0462 

— 0.016 

— 0.015 

— 0.017 

— 0.021 
-0.0315 


-0.0329 

-0.0494 

— 0.0165 

— 0.0165 

— 0.0165 

— 0.0165 

— 0.0165 


0.0444 

0.0664 

0.023 

0.0225 

0.021 

0.029 

0.052 


. 0446 
0.0676 
0.0224 
0.0225 
0.0227 
0.0231 ) 

0.0238 s 
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The behavior of the separate accumulator elec- 
trodes, for the entire possible range of concentra- 
tion, therefore also conforms to the theory. Where- 
with, as Mugdan pointed out, we have another 
proof that the chemical action in the accumulator 
is expressed by our ftuidamental equation (i), 
and that both electrodes of the accumulator are 
absolutely reversible. In Chapter IX we shall 
become acquainted with an important practical 
application of these relations just developed. 
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VI. 

TEMPERATURE COEFFICIENT. 

The variation of the E.M.F. of the lead accu- 
mulator with the temperature was first investigated 
by G. Meyer ^ on a Plante element with the acid 
concentrations 12.3, 27.8, and 45 per cent HaS04. 
According to these experiments the E.M.F. showed 
itself independent of the temperature. 

Another very extended study of the same subject 
we owe to F. Streintz,' who demonstrated, through 
a large number of measurements carefully executed, 
that although the temperature coefficient is very 
small, yet it is perfectly determinable. For the 
measurements he used small cells, with electrodes 
cut out of Tudor plates, warmed in a water-bath. 
The E.M.F. was determined by means of a galva- 
nometer for every five degrees and the tempera- 
ture coefficient calculated. The same was always 
positive and within acid densities 1. 144 to 1.173, 
represented by the parabolic equation 

^ = 357 Xio"'-o.64(£- 1.998)'. 



» Wied. Ann. 33, p. 278. i888. 
* Ibid. 46, p. 449. 1892. 
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The coefficient reaches a maximtim at 3.41 Xio~* 
volts with an acid density of i . 1 60 (2 2 per cent H2SO4) . 

In Table XII the results of the measurements 
of Streintz are given. The first coltunn contains 
the measured E.M.F. at 10° C, the second the 
observed temperature coefficients, and the third 
the values calculated according to the above empir- 
cal formula. 

Table XII. 



E Observed. 


106^ Observed. 


I o^ll Calculated 


1.9223 


140 





1.9828 


228 


213 


1.9860 


274 


265 


I .9920 


333 


335 


2 .0031 


335 


341 


2.0072 


312 


305 


2.0084 


28s 


293 


2 .0090 


279 


280 


2.0105 


25s 


265 


2.0779 


130 


— 


2 .2070 

1 


n 


~ 



At the same time the fact was brought out that 
between 10 and 70 degrees the temperature coeffi- 
cient is independent of the temperature, i.e., the 
E.M.F. is a linear function of the temperature. 

We shall now attempt to account theoretically 
for the variation of the temperature coefficient. 

We saw in Chapter II that the second law of 
thermodynamics gives the equation expressing 
the relation between temperature coefficient, elec- 
tromotive force, and heat of reaction, 

23073 97 
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From this we get for the temperature coefficient 
directly 

9g g Q , , 

^T~T 230737- • • • ^^3; 

The heat of reaction Q varies only with the different 
concentrations of acid in consequence of the differ- 
ent values for the heat of dilution of the sulphuric 
acid. The quantity Q is therefore composed of a 
constant portion, and the particular values of U 
and U' (see p. 58). Equation (43) then takes the 
form 

dE E U-U' 

By means of this equation we can calculate the 
relative values of the temperature coefficient for 
different acid concentrations ; however, only with a 
rough approximation, because slight errors in the 
values of U exert a great influence. Equation (44), 
like equations (16) and (17), upon which it is based, 
holds only for concentrated acids. 

For very small acid concentrations the heat of 
dilution of sulphuric acid becomes insignificant,^ 
so that Q assumes a value independent of the con- 
centration. Besides, for dilute acids the E.M.F. 
is determined by the acid concentration c (g.-mol. 
per liter) according to the equation (p. 66) 

£^=« 1.92 + 0.15 log^^c. 

' Law of the thermoneutrality of dilute solutions. 
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From this we get by equation (43) the expression 
for the temperattire coefficient at 18° C. (7 = 291) 

7^ = 0.52 log^® c + const, millivolts. . (45) 

This equation holds for the concentration range 
c = o.i to c = 0.0005. I^ shows that below the 
acid concentrations investigated by Streintz the 
temperature coefficient must very rapidly fall off 
to zero, and for small values of c will assume large 
negative figures. To test this conclusion of the 
theory, I have continued the investigations of 
Streintz and extended the measurements through 
the entire possible range of concentration. For 
this purpose a small cell, built of chemically pure 
substances, was filled with acids of varying con- 
centration and the E.M.F. determined at 0° and 
24° C. after the cell had been kept at the particular 
temperature for six hours and the potential re- 
mained unchanged. Following each measurement 
the accumulator acid was titrated to determine 
whether the concentration had been changed by 
spontaneous discharging. If this was the case 
(and with very dilute acids it was unavoidable), 
the measurement at 0° C. was corrected by the 
accurately known acid coefficient for this tem- 
perature. 

The results are contained in Fig. 4. 

Below c = 2 the temperature coefficient corre- 
sponding to the equation (45) rapidly diminishes. 
At an acid concentration of 0.70 g.-mol. H2SO4 
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per liter the E.M.F. becomes independent of the 
temperature, and with very dilute acids rapidly 
diminishes with rise in temperature. The tem- 
perature coefficient has therefore positive as well as 
negative values, depending upon the cu:id concen- 



Fig. 4. 

tration. The above measurements also show clear- 
ly the maximum of temperature influence foimd by 
Streintz. In part, however, the absolute values 
of the temperature coefficient are considerably 
larger than those found by Streintz (Table XII), 
which is explained by the fact that he made the 
measurements directly after the warming, while 
the above values were obtained after the cell had 
been kept for a long time at the particular tem- 
perature. 

Calculating from the heat of dilution of sulphuric 
acid, by equation (44), the variation of the tempera- 
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ture coefficient for the more concentrated acids, 
we obtain the dotted curve. Here also the maxi- 
mum of the temperature coefficient is very marked. 
With increasing concentration, however, the calcu- 
lated values diminish considerably more slowly than 
the measured values. This is very probably caused 
by the rapid increase of the direct attack of the 
lead sponge by the acid with rise in temperature, 
and therefore the measured electromotive forces 
come out too small at a higher temperature. The 
measurements given in Fig. 4 also permit of several 
conclusions as to the thermic changes in the accu- 
mulator. While, on the one hand, a cell filled 
with the acid of the usual density (1.15) heats 
during charging and cools during discharging, 
corresponding to the positive temperature coeffi- 
cient and as the calorimetric measurements of 
Streintz (Chap. II) have shown ; on the other hand 
an accumulator with acid whose density lies 
below 1.044 works during charging with an absorp- 
tion of heat and during discharging with a libera- 
tion of heat. In the case of a concentration of 
acid of 0.70 g.-mol. H2SO4 per liter heat is neither 
given up to nor taken from the surroundings. 

If we determine the heat developed in a cell in 
action, the so-called secondary heat, the tempera- 
ture coefficient can be calculated from the same. 
Unfortunately such measurements employing di- 
lute acids have not been carried out as yet; for 
more concentrated solutions, however, we have 
several determinations of Streintz, which were 
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discussed in Chapter II. Calculating the tem- 
perature coefficient from the measured secondary 
heats, we obtain the values contained in Table XIII, 
which, considering the many errors to which such 
measurements are subject, amply confirm the 
above determinations of the temperature coeffi- 
cient. 







Table XIII 










^ (Millivolts). 


Acid 
Density. 


Second. Heat, 
Watt-sec. 




Calculated. 


Measured. 






Streintz. 


Author. 


I.ISS 


0.094 


0.35 


0.33 


0.36 


1. 153 


0.089 


0.32 


0.32 


0-37 


^'^37 


0.046 


0.17 


o.iS 


0.25 



As stated, Streintz found that the E.M.F. is a 
linear function of the temperature. The same 
is still true in the case of highly dilute acids, as 
can be seen from Fig. 5, which represents the 
variation of the E.M.F. with the temperature at 
an acid concentration of about 0.0005 g.-mol. HjSO^ 
per liter. At the same time a glance at this figure 
shows that, using very dilute acid, one can make a 
very effective thermoelement out of the accumu- 
lator, by taking two batteries filled with such acid, 
connecting them opposed to each other and keeping 
one at a low temperature, say 10° C, the other at 
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a higher, for example ioo° C. We have then at 
our disposal a potential of 0.6 volt per cell. If 
the cold battery is discharged, the warm one is 
charged and all that is necessary in order to enable 




the system to give a current again at the expense of 
the introduced heat is to warm the former and cool 
the latter, and so on. It goes without saying that 
an accumulator filled with such dilute acid is not 
a technically available apparatus. It is, however, 
within the range of possibility that the high tem- 
perature coefficient may be obtained with a suit- 
able and practical electrolyte. The lead-peroxide- 
lead element would then not only be an excellent 
accumulator, but at the same time a first-class 
current generator, making the steam-engine dis- 
pensable for producing electricity. 
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VII. 
INFLUENCE OF EXTERNAL PRESSURE. 

The influence of external pressure upon the 
E.M.F. of the accumulator is only very slight, and 
therefore of no practical significance. Since, how- 
ever, the effort has repeatedly been made to in- 
crease artificially the E.M.F. or capacity by apply- 
ing high pressure, we will carry out the simple 
calculation which shows that these are along the 
wrong course. 

In order to determine the change in the E.M.F. 
which can be brought about by an increase in the 
pressure resting upon the cell, let us picture to 
ourselves two accumulators connected with poles 
opposing each other (like poles connected). The 
two are to be identical as far as density of acid, 
temperature, etc., are concerned, except that rest- 
ing on accumulator i we have the pressure p^, and 
on accumulator 2 the greater pressure p^. Now 
if the E.M.F. of accumulator 2 {E^ is greater than 
that of accumulator i (jEJ, we can get an electric 
current (energy) from the cells opposing each 
other, produced by the difference of electromotive 
forces {E^ — E^, If we allow 96540 coulombs to 
pass the circuit, corresponding to the reaction of 
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i g.-mol. Pb and PbOj, we obtain in the outer 
circuit an available work 

Wi = 96540(^3 — £1) volt-coulombs. 

Herewith accumulator 2 is discharged and accu- 
mulator I is charged with the same quantity of 
electricity ; and in accumulator 2 the same chemical 
substances are decomposed and formed as are 
respectively formed and decomposed in accumu- 
lator I. We can therefore easily bring the cells 
back to their original condition, in that we transfer, 
for example by isothermic distillation, osmosis, 
and the like, to accumulator 2 the ^ g.-mol, Pb, 
i g.-mol. PbOa, and i g.-mol. H2SO4 formed in 
acciunulator i, and the i g.-mol. PbS04 and i g.-mol. 
HjO formed in 2 to i. This is possible without 
requiring the least amoimt of work, since the sub- 
stances in both cells are to be present in the same 
concentration. Therefore during the production 
of current the work of the chemical action is zero, 
taken altogether, and the equivalent of the elec- 
trical energy gained is the work performed by the 
external pressure in the cells. 

If we indicate the change in voltime which takes 
place when ^ g.-mol. of active mass in the accu- 
mulator changes, by Jv, then we gain the work 
p2^v in accumulator 2, while in accumulator i 
the work p^Jv is consumed. Measuring v in liters, 
p in atmospheres, the work performed by the ex- 
ternal pressure in the production of current is 

Wa = {p2 — pi) ^v liter-atmospheres. 
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Now since one liter-atmosphere is equivalent to 
1 01. 3 volt -coulombs, it follows that 

W2 = I o 1 . 3 (/?2 — /^i) ^^ volt-coulombs, 

and the equation of the electrical and mechanical 
energy gives (W^ = W2) 

E2'-Ei = i.o4Xio-^(p2-pi)Jvvo\ts. . (46) 

In addition we still have to calculate the change 
in volume Jv. The densities and volumes of the 
substances concerned are given in Table XIV. • 

From these figures we get the volume of the 
actual substances before reaction (discharge) to 
be 58.37 c.c, and after reaction 66.7 c.c, i.e., the 
change in volume, 

Jv= — 8.3 X 10"' liters. 

During discharge an increase in the volume of the 
accumulator takes place, while during charging 
we have a decrease, the change per ampere-hour 
being 0.3 c.c. 





Table 


XIV. 






Density. 


Volume 


of 


cc. 


Pb 

PbO, 
PbSO, 
HjSO^ 
H,0 


11.38 
8.91 
6.23 

2.73* 
I .00 


J g.-mol. 
I g.-mol. 


9.10 

13.41 
48.7 
35.86 
18 



* This value represents the apparent density of the sulphuric 
acid in a 20 per cent solution ; it is so high because upon mixing 
sulphuric acid with water a very marked volume contraction 
takes place. 
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The specific gravities of the substances in the 
above table vary considerably, so that the calculation 
of Jv becomes somewhat inexact. I have therefore 
measured directly the change in volume during 
discharge for a 20 per cent acid, 
by enclosing a small accumulator 
in a glass vessel (Fig. 6) and 
reading the increase in volume on 
the graduated stem R which was 
produced by a discharging current 
of I ampere-hour. During the ex- 
periment the apparatus was kept 
in a water-bath of constant tem- 
perature. 

The result was an increase in 
volume of 0.42 c.c. for each ampere- 
hour of discharge. The more ac- 
curate value for Jv is, therefore, 
Jz;= — iiXio"* liters. 
Introducing this value into above 
equation, we get 




Fig, 6. 



E^-Ei= - ii.^Xio-^iPi- Pi) yolts. . (47) 

That is, an increase in the external pressure does 
not bring about an increase but a decrease in the 
E.M.F., amounting to o.ooii volt per 100 atmos- 
pheres. The effect of pressure upon the E.M.F. of 
various galvanic elements has been measured by 
Gilbault.^ For the accumulator, using 8.8 per 

» Compt. rend. 113, p. 465. 1891. 
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cent acid, he found a decrease in the E.M.F. of 
0.0012 volt per 100 atmospheres rise in pressure, 
a good agreement with the above calculation. 

While pressure has a detrimental effect upon 
the E.M.F. it acts favorably upon the capacity 
of the cell, by retarding somewhat the develop- 
ing of gas during charging, and therefore the cell 
takes up a greater quantity of current. 

In the bubbling accumulator, however, the gases 
are, as it is, liberated under very high pressure, 
so that the influence of pressure on the capacity 
of the cell is likewise very slight and without any 
practical significance. 
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VIII. 

BEHAVIOR DURING CHARGING AND 
DISCHARGING. 

In the previous chapters we have treated the 
variation of the E.M.F. produced by various ex- 
ternal influences. All these considerations per- 
tained to the accumulator while no current was 
flowing; there are still to be discussed the varia- 
tions of the electrical magnitudes which take place 
i.i the cell while the current is flowing. 

The work that may be performed by an accumu- 
litor in the external circuit is essentially determined 
by the capacity and the potential at the poles, the 
so-called pole-potential of the closed cell. 

The pole-potential, as is well known, is given by 
Ohm's law during charging 

K^E+I'R, (48) 

durmg discharging 

K'^E^IR, (49) 

where E stands for the E.M.F. of the cell, R the 
internal resistence, and / the strength of current. 
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Keeping the current at a constant strength and 
measuring the pole-potential at short intervals, we 
obtain curves of the form given in Fig. 7. During 
the first minutes of charging the E.M.F. rapidly 
rises from 2.0 to about 2.1 volts, then during the 
greatest part of the charging it slowly, steadily 
rises, finally at the close suddenly going up to 2.5- 
2.7 volts. During the time of the rapid rise in the 
potential, the cell begins to evolve gas, and the 
pole-potential changes only very slightly. If we 
now interrupt the current and allow the charged ac* 
cumulator to rest, the potential at first falls rapidly, 
later slowly, reaching, in the course of several hours, 
the E.M.F. corresponding to the density of the acid 
employed. Further discharging shows another 
rapid fall in potential to about 1.9 volts; from here 
on it gradually sinks to about 1.85 volts, finally de- 
creasing more and more rapidly to zero. The values 
given in Fig. 7 pertain to about 20 per cent acid 
and a normal current density of about 0.005 ampere 
per sq. cm. of electrode area. In the case of higher 
current densities the distance between the charging 
and discharging curve increases and the straight 
portions of the curves form a greater angle. with 
the axis of abscissa. 

With elements having a thin active layer (Plante 
cells and the like) the bends of the curves become 
more marked, with those having thick plates they 
are more rounded than in Fig. 7. The general 
character of the curves, however, remains un- 
changed. 
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Fig. 7 shows that the pole potential is several 
tenth volts higher during charging than during 
discharging, whereby the 20 to 30 per cent loss 
of energy always accompanying the storage in the 
accumulator is brought about. It would seem* 



Fig. 7. 

near at hand to ascribe this difference in the values 
of K to the loss of potential (IR) in the cell. The 
internal resistance, however, of even the smallest 
cells employed, in open circuit is not more than 
several hundredth ohms. In order to explain this 
large loss in potential we should have to assume, 
during the flowing of current, an increase of the 
resistance from 20 to 40 times the amount. Such 
changes in resistance could easily be observed with 
telephone and alternating current. The measure- 
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merits of Haeberlein,* who was the first to study 
these relations more in detail, showed, however, that 
such an increase in the resistance does not take place. 
Therefore the difference between the charging and 
discharging potential can only be brought about 
by a change in the E.M.F. (£), i.e., by a polariza- 
tion of the electrodes. Very different views have 
been expressed as to the cause of this polarization; 
Haeberle.'n assumed a gas polarization, other in- 
vestigators (Gladstone, Hibbert, Schoop) suspected 
an insufficient amount of active mass or acid ; newer 
theories (Darrieus, Elbs) attempted to explain the 
same by assuming for charging and discharging dif- 
ferent chemical reactions taKmg place with imequal 
change in the amount of energy. The assumption 
of a gas polarization seems untenable, because at 
a voltage of 2 no gases are liberated in the accumu- 
lator, similarly an insufficiency of active mass is 
excluded since the falling off of the voltage takes 
place at the very beginning of the discharging when 
active mass is present in large excess. The assump- 
tion of a charging reaction with a greater change 
in energy will be disproven in the following chapter ; 
wherewith the only cause remaining for the differ- 
ence between the charging and discharging voltage 
is the appearance of variations in the concentra- 
tion of the acid, and partly also the dissolved salts, 
within the substance of the plates. In fact, as 
will be shown presently, the entire behavior of the 

'Wied. Ann. 31, p. 393. 1887. 
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accumulator during charging and discharging finds 
its best explanation in this last assumption. 

That decided changes in the concentration of 
the acid will set in at the electrodes is very probable 
when we remember that the active substance at 
both poles is a porous, spongy mass; consequently 
the sulphiiric acid set free during charging accord- 
ing to equation (i) can only slowly diffuse out and 
the concentration of the acid in the substance of 
the electrode must rise. As is well known during 
the charging of an accumulator one observes con- 
vection currents of more dense acid flowing down 
the electrode plates. Conversely during discharg- 
ing the concentration of the acid within the mass 
of the electrode will diminish. Now, through the 
measurements and calculations in Chapter IV it 
was proven that the E.M.F. rises greatly with the 
acid concentration; it is apparent, then, why the 
charging potential lies several tenth volts higher 
than the discharging potential. What is more, to 
explain this difference it is by no means necessary 
to assume any very great variations in concentra- 
tion. With the usual current densities the mean 
E.M.F. during charging lies about 0.08 volt higher, 
during discharging about as much lower, than 
corresponds to the density of the acid present; 
according to Table V, therefore, the concentration 
of the acid in the electrode substance is about 
10 per cent H2SO4 higher during charging, and 
about the same amount lower during discharging, 
than the acid outside. That is with- normal charg- 
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ing the concentration of the acid within the active 
mass rises from 20 to 30 per cent and falls during 
discharging down to 10 per cent. Of course, with 
greater current densities the concentrating and 
diluting of the electrode acid assumes greater 
values, resulting in a greater diminution of the dis- 
charging and a larger increase in the charging 
potential. 

The fact that the polarization appearing in the 
working accumulator is caused principally by varia- 
tions in the concentration of the acid and only 
to a limited extent by the shortage or excess of 

- - + + 
the other ions (PbOj, Pb) can be shown by meas- 
uring the pole-potential with different acid densi- 
ties. With more dilute acid, of course, the reduc- 
tion in concentration will be more intensified for 
the same strength of discharging current resulting 
in a greater polarization of the accumulator. 

A small cell discharged with the high current 
density of o.oi ampere per sq. cm. gave, for ex- 
ample, with an acid density of 1.18 (25 per cent 
H2SO4) the E.M.F. of 2.02 volts in open circuit and 
a mean discharging potential of 1.80 volts; the 
polarization therefore amounted to about 0.22 volt. 
On the other hand, with an acid density of 1.06 
(9 per cent H^SOJ the E.M.F. was 1.94 volts, the 
mean discharging potential 1.66 volts, and conse- 
quently the polarization 0.28 volt. 

The marked variations in concentration occurring 
at the electrodes can readily be demonstrated by 
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a simple lecture experiment. Take two electrode 
strips cut from larger plates and suspend them three- 
quarters of their height in a fiat trough * of plain 
parallel glass plates about 2X4X6.5 cm. in di- 
mensions. Project an enlarged picture of this 
small cell by means of a projecting apparatus, 
then by charging with about 0.3 ampere one can 
see flowing down the electrodes, and especially 
beneath the same, decided convection currents of 
concentrated acid. During discharging the reverse 
takes place, convection currents of dilute acid rise 
along the electrodes. Also the fact, to be discussed 
presently, that the variations in concentration are 
greater at the positive than at the negative plate 
is clearly visible. We will now consider more in 
detail the course of the pole-pot^'intial curves, tak- 
ing up first the charging curve (Fig. 7). 

(a) Charging Curve. — Upon closing the charging 
current through an accumulator, sulphuric acid 
is at once set free at both electrodes from the lead 
sulphate, the E.M.F. and charging potential there- 
fore rise rapidly (portion AB of curve) until the 
difference in concentration against the external 
acid has become so great that the acid equalization 
can hold pace with the fresh formation of the same. 

Shortly after the first rising of the potential the 
same usually falls again a bit. This peculiar 
phenomenon is in all probability to be attributed 
to the destruction, by the action of the charging 

* To be had of Leybold's successor, Cologne. 



Digitized 



by Google 



CHARGING AND DISCHARGING. 113 

current, of the thin continuous layer of sulphate 
which forms on the electrodes during rest. This 
results in a diminution of the internal resistance, 
and therefore, according to equation (48), in a 
decrease of K, In the case of highly sulphated 
electrodes, this first potential maximum can amount 
to a number of tenth volts. 

The slow linear rise during the greater part of 
the charging (portion BC of curve) is to be ascribed, 
on the one hand, to the increase in the density of 
the entire acid, and, or\ the other hand, to the deeper 
penetration of the current lines into the active 
mass and the accompanying greater difficulty of 
acid equalization. 

Toward the end of the charging the voltage 
begins suddenly to rise very rapidly to 2.5-2.7 volts 
(portion CD of curve), and at the same time a 
strong evolution of gas sets in at the electrodes. 
This great rise in the voltage of 0.5 volt can, of 
coiirse, not be caused by a concentrating of the 
acid, because at this stage of the charging prac- 
tically all the sulphate accessible to the action of 
the current has been transformed, and the forma- 
tion of acid has been replaced by a water decom- 
position. 

This excess voltage of 0.5 volt may possibly come 
about as follows : ^ During charging there is always 
solid, finely divided lead sulphate present at the 
electrodes; the acid will therefore be kept very 

* Nernst and Dolezalek, Zeitschr. f. Elektrochem. 1900. 
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nearly saturated with sulphate. At the close of 
the charging, however, almost all the sulphate 
accessible to the action of the current is consumed, 
and consequently the sulphate found in solution 
will be rapidly electrolyzed out, whereby the con- 
centration of the lead ions diminishes and the 
E.M.F. must greatly increase according to equation 
(13) (p- 50)- Very soon the lead solution is so 
greatly diluted that the work required to separate 
lead (sp) has become equal to that, which is neces- 
sary for the formation of hydrogen bubbles on a 
lead surface. From this moment on not lead but 
hydrogen will be separated. Analogous considera- 
tions can be developed with regard to the per- 
oxide electrode. 

That in reality a diminution of the lead sulphate 
concentration can produce an increase in the E.M.F. 
of a number of tenth volts is shown by measure- 
ments of Streintz,* according to which the potential 
difference of an oxidized (and therefore covered 
with sulphate) lead plate in sulphuric acid against 
zinc amounts to 0.45 volt, while a bright lead 
plate shows 0.75-0.77 volt. That is, the potential 
difference of a plate practically free from sulphate 
is about 0.3 volt higher against PbOj than one 
covered with sulphate. 

If the overcharged accumulator is allowed to 
rest with open circuit, lead sulphate, which is still 
present, even in the charged element, will diffuse 

* Wied. Ann. 41, p. 97. 1890. 
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out from the interior of the plate and thereby bring 
about the rapid fall of the E.M.F. to the normal 
amount. If all the sulphate found upon the elec- 
trode has been decomposed by a long overcharging, 
it is reformed of its own accord by spontaneous 
discharging when the circuit is opened. This is 
shown by the brief, energetic evolution of hydro- 
gen upon interrupting the charging current. It 
seems safe then to assume that the high potential 
at the close of the charging is caused by the forma- 
tion in the accumulator of a lead sulphate con- 
centration chain. 

Soon after the swelling of the potential up to 
the maximum value of 2.5 to 2.7 volts (according 
to the current density) it falls a number of htin- 
dredths volt (at D in Fig. 7) ; this comes from the 
fact that now the evolution of gas mixes the con- 
centrated acid still present in the electrodes with 
the external acid. This mixing of the acid by the 
gas-bubbles can be directly observed very nicely 
in the lecture experiment described above. 

(b) Discharging Curve (see Fig. 7). — ^According 
to our reaction-equation (i), the acid is used dur- 
ing discharging for the formation of sulphate ; in 
immediate proximity to the electrode the con- 
centration of the acid must diminish and there- 
fore also the pole potential decrease (portion AE 
of curve). Soon after this follows a (however 
not always present) flattened potential minimum 
(at E), which is possibly caused by the formation 
of a supersaturated lead sulphate solution; for 
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the solubility of lead sulphate in 20 per cent acid 
perceptibly diminishes with dilution, so that at 
the beginning of the discharging when little solid 
lead sulphate is present a supersaturation of short 
duration is quite probable, but an increase in the 
lead sulphate concentration is accompanied by a 
diminution of the E.M.F. (equation (13), p. 50). 

The further gradual falling off of the pole voltage 
(portion EF of curve) in the course of the dis- 
charge is caused by the decrease of the acid density 
in the entire accumulator, but above all by the 
increasing difficulty of the transportation of acid, 
as the action of the current penetrates deeper into 
the active mass. Finally, the rate at which the 
acid penetrates fails to keep pace with the elec- 
trolysis, which brings about the more and more 
rapid sinking of the pole-potential. This marked 
falling off naturally takes place earlier the greater 
the acid consumption, the stronger the current 
with which the accumulator is discharged. There 
can be no thought of a shortage of active material 
at the falling off of the discharge voltage, because 
it is still possible for some time to take energy 
from the accumulator by means of a weaker current. 

The advance of the chemical change of the active 
mass of the positive electrode during charging 
and discharging has been analytically followed 
up by Ayrton, Lamb, and Smith. The results of 
these investigations are given in Fig. i (p. 7). 
The same show that during charging the entire 
sulphate is oxidized to peroxide (and probably 
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also reduced to lead sponge), while during dis- 
charging, even in the outer layers during the long 
discharging time df fifteen hours, only about 60 
per cent of the active mass takes part in the cur- 
rent production; not until we use very weak ctir- 
rents is the electrode mass entirely converted 
into sulphate. 

Gladstone and Tribe made a very interesting 
observation while discharging Plants cells with a 
strong current. After such a rapid discharge the 
negative electrode was covered with a dark coating. 
The analysis of this showed that the lead sponge 
is not only converted into sulphate but part of it 
even into peroxide. 

They have given no explanation for this phe- 
nomenon, which is in the highest degree an un- 
expected one. The energy set free at the positive 
electrode in the conversion of peroxide into sulphate 
cannot possibly, in view of the loss of potential, 
suffice to convert sulphate back into peroxide at 
the other electrode. 

But even this observation of Gladstone and 
Tribe is explained very simply by the variations 
in concentration occurring at the electrodes. 

In the case of Plants cells the capacity of the 
peroxide electrode is usually considerably greater 
than that of the lead sponge electrode, so that 
during discharge the decrease in the concentration 
of the acid can be much greater at the latter than 
at the former. At the end of the charging, there- 
fore, we have in the cell a peroxide concentration 
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chain of the kind discussed on p. 86, in which 
in the concentrated solution the peroxide is con- 
verted into sulphate, while in the dilute solution 
the sulphate is converted into peroxide with a force 
equal to a number of tenth volts (Table IX). For 
analogous reasons it is very probable that one 
can observe a partial reduction of the peroxide 
to lead sponge by rapidly discharging a Plants 
cell whose positive electrode has a lesser while i\s 
negative has a greater capacity. 
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IX. 
REVERSIBILITY. 

The behavior during charging and discharging, 
described in the previous chapter, shows cleariy 
that the loss of energy which takes place in the 
working accumulator, evidenced through the differ- 
ence between the charging and discharging poten- 
tial, is conditioned upon the development of varia- 
tions in the concentration of the electrolyte within 
the active mass. It still remains to be proved 
that this applies to the entire energy loss and that 
it is not caused in part by a charging action of a 
higher decomposition voltage, as has been assumed 
in some of the newer theories. This question can 
easily be decided by rapidly passing from charging 
to discharging and plotting the voltage curve. 
In the second case the voltage would have to change 
abruptly with the change in current; in the first 
case, however, it would require a certain time and 
quantity of current, since the difference of con- 
centration already present must first equalize 
itself and then develop in the opposite sense. An 
experiment in this connection upon a small accu- 
mulator is given in Fig. 8. 
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The charging and discharging took place with 
the accumulator in a state of semi-discharge, and 
was carried out with constant (normal) strength 
of current. The time is plotted as abscissa and 
the voltage as ordinate, after correcting for the 
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loss of potential of 0.05 volt corresponding to a 
resistance of 0.025 ohm, caused by the internal 
resistance.^ 

AB represents the middle section of a normal 
discharge curve. At B the direction of the current 
in the accumulator was suddenly changed by 
means of a commutator. As Fig. 8 shows, the 
counter potential of the accumulator did not rise 
abruptly, but gradually, to the charging voltage 
after about 10 amp.-min. had passed. At C the 
commutator was again changed to discharge, whereby 
the voltage gradually, after a passage of about the 
same amount of electricity as above, fell to the 

* According to the measurements of Haagn (Zeitschr. £, 
Elektrochem. 1897) the resistance of a very similar accu- 
mulator employing the same acid is 0.013 ohm; therefore 
this proof is to be considered exact for only -^ of the entire 
difference of potential. 
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smaller discharge voltage. In addition to these 
curves, the well-known fact that the difference 
between charging and discharging voltage in- 
creases with increasing strength of current and 
converges toward zero with decreasing strength 
speaks for the assumption of a concentration force 
and against a changed electrolytic reaction. Fig. 9 
gives measurements which confirm this splendidly, 
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the charging or discharging strength of current 
being plotted as abscissa and the charging or dis- 
charging voltage as ordinate. The measurements 
were carried out on a large accumulator of the 
Watt Accumulator Works (Berlin), of about 200 
amp. -hours capacity, having 6 positive and 7 
negative plates, 28 X 17 cm. and 4 mm. thick, placed 
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lo mm. apart. The internal resistance calculated 
from the conductivity of the acid employed (25 
per cent) was equal to 0.00025 ohm. The losses 
of voltage due to internal resistance for the above 
current-strengths is about 0.00003 volt, i.e., so small 
as to be negligible. As Fig. 9 shows, in such a large 
cell the difference between the charging and dis- 
charging voltage has decreased for a current-strength 

of 0.1 amp. (current density 0.0017 — , J 

to 0.006 volt, i.e., to 0.3 per cent of the entire 
voltage. With a current of o.oi amp. the loss of 
energy amounts to only 0.0002 volt, i.e., the accu- 
mulator is reversible to within o.i per thousand. 

If we make the current density still smaller, 
we soon reach a point where no difference between 
charging and discharging voltage can be detected. 
There is no doubt then that the entire energy loss * 
taking place in the working accumulator is due to 
the formation of differences in concentration within 
the active mass, and not to a changed chemical 
action during charging. This result harmonizes 
perfectly with the thermodynamic proof given of 
the complete reversibility of the accumulator for 
weak currents. 

There still remains to be answered the question 
as to how the irreversibility caused by the con- 
centration polarization distributes itself between 
the two electrodes; which of the two electrodes 

* Leaving out of consideration secondary losses, such as 
self-discharge, gas formation, and the like. 
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is chiefly concerned with the loss of energy. The 
lecture experiment described on p. 112 shows that 
both electrodes take part. Further, it is to be 
expected that the variations in concentration 
will be greater at the positive plate on account 
of the less porous nature of its active mass. The 
volume occupied by i g.-mol. PbSO^ (303 g.) is 
48.7 c.c, by I g.-mol. PbOj (239 g.) is 26.8 c.c, 
while that of i g.-mol. Pb (207 g.) is only 18.2 c.c. 
The porosity of lead sponge is therefore about 
1.4 times greater than that of peroxide formed 
from a like paste (sulphate). In addition to this 
the variations in concentration at the peroxide 
electrode are increased because here not only, 
as at the lead-sponge electrode, sulphuric acid 
is consumed, but also water is formed, thereby 
producing a greater dilution. In the case of an 
accurate calculation it is necessary also to intro- 
duce the concentration changes produced by the 
electrolytic migration of the acid. We owe the 
clearing up of the relations pertaining here to 
Mugdan,^ who also first developed the demands 
of the theory for dilute solutions. I take the 
following interesting calculation of migration from 
a lecture by Prof. Nemst: 

If we take from an accumulator 2F of electricity 
(F = 96540 coulombs), which corresponds to the 
consumption of i g.-mol. each of Pb and PbOj, 
then I mol. SO4 is taken from the electrolyte in 
the neighborhood of the lead-sponge plate for the 

* Zeitschr. f. Elektrochem. 1899, H. 23, p. 313. 
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formation of sulphate; in addition 2// H atoms 
wander away and (i — fi) mol. SO4 come, indicating 

the Hittorf migration number of the cathion (HJ 
by [i. The total change in concentration at the 
lead-sponge electrode is therefore 

- iSO, - 2/zH + (i - /£)S04 = - /£ mol. H2SO4. 

At the peroxide electrode we have the following 
changes in concentration: i mol. SO4 is likewise 
used for the formation of the sulphate, at the same 
time 2 O atoms of the peroxide are sent into the 
solution. Through migration 2/z H atoms come 
and (i — fi) mol. SO4 wander away. The total 
change therefore is 

-iSO, + 20 + 2/zH-(i-//)S04 

= 2H2O - (2 .- /£) mol. HjSO,. 

The migration number fi of sulphuric acid is, 
according to the measurements of Hittorf, for 
the customary acid concentration of 20 per cent, 
equal to 0.81. Hence for this density of acid the 
consumption of acid at the lead-sponge electrode 
amoimts to —0.81 mol. H2SO4, and at the peroxide 
electrode to 2 mol. H2O — 1.19 mol. H2SO4, which 
latter change in water and acid means a change 
of —1.28 mol. H2SO4 for acid alone. Even though 
migration strives to reduce the concentration at 
the lead-sponge electrode and increase it at the 
peroxide electrode, nevertheless the reduction in 
concentration at the latter is considerably (about 
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1.6 times) greater, as a result of the formation of 
water. In addition, as already mentioned, the 
less great porosity of the peroxide also brings 
about a greater exhaustion of the acid at this elec- 
trode. 

Now in Chapter V (p. 87) we obtained for the 
variations of the separate electrode potentials 
(£2 and €1) resulting from the dilution of the acid 
the equation 



dn \ 



2.47\B€ 



^•47+-;r)lf' 



in which n stands for the number of g.-mol. of water 
which are contained in the acid solution per g.-mol. 
H2SO4. For the usual acid density of 1.15, n = 2o, 
and therefore 

dn '^dn' 

that means that the potential of the peroxide elec- 
trode falls off with the dilution of the acid 1.6 
times more than that of the lead electrode. 

So the same change in concentration effects a 
1.6 times greater polarization at the peroxide 
electrode than at the lead electrode. From all 
this it follows that the reversibility of the peroxide 
electrode will be considerably less than that of 
the lead electrode. Measurements on the reversi- 
bility of the single electrodes were first carried out 
by Streintz. The potentials of the separate elec- 
trodes of a Tudor cell of about 50 amp. -hours capac- 
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ity were measured against a zinc electrode in like 
acid, during charging and discharging with 6 amp. ; 
in this way the values given in Fig. lo were obtained. 
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These values show that in reality the difference 
between the charging and discharging potential 
is considerably greater with the peroxide than 
with the lead electrode. Accurate quantitative 
relations are not to be expected with such com- 
plicated diffusion processes. 

Mugdan^ recently also investigated the polariza- 
tion of the separate electrodes during charging 

* 1. c. p. 320. 
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and discharging. A positive and a negative grid 
plate, both made up of like dimensions filled with 
the same quantity of lead, were charged and dis- 
charged between larger plates. While the current 
was flowing, the positive plate was measured against 
a small peroxide plate and the negative electrode 
against a small lead-sponge plate. Here also, as 
shown in Fig. 11, the polarization of the positive 




Fig. II. 

electrode is much greater than that of the negative. 
It is very remarkable, however, that the difference 
between the polarizations is considerably greater 
for charging than for discharging. Possibly this 
phenomenon is caused by the not rapid enough 
re-formation at the positive electrode, on accotmt 
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of the exceedingly small concentration (compare 
p. 47) of the PbOz ions (p. 43) precipitated during 
charging ; so that a perceptible exhaustion of these 
ions sets in, and according to the theory of Liebenow 
(equation 13) the charging voltage must rise. A 
decision upon this theoretically as well as practi- 
cally important question might possibly be achieved 
by measuring the polarization of the peroxide 
electrode in solutions with varying concentrations 

of PbOa ions. 

According to the above measurements of the loss 
of energy occurring in the accumulator, from 60 
to 70 per cent is to be attributed to the peroxide 
and only from 30 to 40 per cent to the lead-sponge 
electrode. This of course is only true when posi- 
tive and negative electrode are made of like frames 
and paste, and have approximately the same 
capacity. 

In cells which contain thin positive and thick 
negative plates, or in which the capacity of the 
positive exceeds several times that of the negative 
electrode, the concentration polarization can never- 
theless become greater at the lead sponge, in spite 
of the more favorable conditions described above, 
than at the peroxide. For the forms used in prac- 
tice, however, the above relations may apply 
approximately. 



Digitized 



by Google 



X. 

CHANGES IN THE OPEN CELL. 

(a) Recovery. — If we discharge a cell until the 
pole-potential has fallen off and break the circuit, 
we observe on* an attached voltmeter that the 
E.M.F. at first rises rapidly, later more slowly, 
and in the course of a few minutes reaches the value 
corresponding to the density of the acid present. 
This phenomenon has been termed ** recovery of 
the accumulator.'' It fully resembles the residual 
charge observed upon rapidly discharging a con- 
denser. 

According to the statements of the previous 
chapter, the falling off of the E.M.F. comes from 
the acid poverty of the electrolyte within the 
active mass; after interrupting the current acid 
soon diffuses in from without and effects the re- 
covery. That we have here essentially to deal 
with an action of diffusion is proven by the fact 
that the course of the recovery can with good 
approximation be calculated from the diffusion 
law of Fick.^ The increase in concentration dc 

* As is known, it applies only approximately in the case of 
electrolytes. 

W9 
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which the acid experiences in the small time in- 
terval dt can be placed approximately propor- 
tional to the difference between the concentration 
of the acid without {c^ and within the pores (Ci), 
as well as the diameter of the pore 5, and inversely 
proportional to the length of the pore /. We 
have, then, 

dc= const. ^ ° , qdt. 

Since the concentration c^ of the outer acid can 
be considered constant and also q and / are in- 
dependent of the time, we have 

— = const. - const. Ci. . . . (50) 

Now within the range of acid concentration 
of from 5 to 50 per cent the E.M.F. rises almost 
linear with the amount of acid, and hence, accord- 
ing to equation (15) (p. 53), 

£ = 1.850 + 0.00057 Ci. 

From this follows 

and in conjtmction with equation (50) and (15) 
we get 

7 E^ = const, dt, 

const. — E 
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Finally, the integration of this eqtiation gives for 
the E.M.F. at the time t the relation 

E,-E^-^, (51) 

in which E^, p, and a are constants, and e is the 
basis of natural logarithms. 

For ^ = 00 , Et=E^; E^ then is the E.M.F. after 
complete recovery, as given by the concentration 
of the external acid. 

For ^ = 0, Et — E^=^—p\ p is the value of the 
polarization at the end of the discharge. Equa- 
tion (51) makes it possible to calculate the E.M.F. 
at any time after closing the circuit from the E.M.F. 
at the moment of interrupting the discharge, the 
acid density, and a constant depending on the 
construction of the cell. 

The rate of recovery has been carefully studied 
by Moore. ^ Out of the large number of measure- 
ments I give an example in Fig. 12. The drawn- 
out curve shows the course of the pole voltage 
during dischaige. After breaking the circuit the 
voltage gradually rises again to the original value 
2.052 volts, as indicated by the dotted curve. 
Calculating the electromotive forces at different 
times by means of equation (51), we get the values 
indicated in Fig'. 12 by crosses which fit very well 
into the measured curve. In the calculation 
the values £^ = 2.052, />=£«-£«o* 0.264, and 
= 0.883 were used. 

' Physical Review, 4, p. 353. 1897. 
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This close agreement between the measured 
and calculated forces is again a splendid proof 
that the falling off of the pole voltage dvuing dis- 




FlG. 12. 

charge is essentially brought about by variations 
in concentration within the active mass, and not 
by an irreversible chemical action. 

Quite similarly, as from an exhaustion through 
far-reaching discharge, the accumulator also re- 
covers from a polarization through overcharging. 
As can be seen from Fig. 13, this recovery likewise 
shows a logarithmic course; here, however, it is 
not a diffusion of sulphuric acid, but one of lead 
sulphate (compare p. 114). The above considera- 
tions and equations are applicable to this case 
without further modification. 
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(6) Self -discharge, — If we allow a charged accu- 
mulator to remain idle, we observe that the density 
of the acid slowly decreases and that the amount 
of current obtainable by discharging becomes less 
from day to day. This spontaneous discharge 




Pig. 13. 

for a cell in good condition amounts to from i to 
2 per cent per day of the stored quantity of elec- 
tricity, and can, if the acid contains impurities» 
reach 50 per cent and more. We will first con- 
sider more in detail the causes for the self-dis- 
charge of the lead-sponge electrode, becatise prac- 
tically this one is of the greater importance. 
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It is most fatal for the lead-sponge electrode to have 
the acctimulator acid contaminated with a strongly 
negative metal, such as platinum, gold, and the 
like, since these precipitate on the lead and form with 
it a short-circuited local element, which causes the 
lead sponge to change into lead sulphate with a 
stronge evolution of hydrogen. Evidently such a 
self-discharge can be brought about only by a 
metal more electronegative than lead. In this 
connection, however, we must bear in mind that the 
potential difference of a metal against its solution, 
according to the theory of Nemst, does not alone 
depend on the nature of the metal, but in a high 
degree also upon the concentration of the metal 
ions in the surrounding electrolyte. Therefore 
Isad behaves in accumulator acid, on account of 
the small concentration of the lead ions, about as 
strongly electropositive as cadmium in cadmium 
sulphate solution. It can then, for example, also 
precipitate nickel, cobalt, and even iron in sul- 
phuric acid, but is incapable of doing so in solutions 
of easily soluble lead salts — o. condition that is 
usually overlooked. 

Further, it is to be noted that the local current 
formed, and therewith also the self-discharging, 
can only attain a value of practical significance 
when the liberation of hydrogen on the precipi- 
tated metal takes place readily. Now the qtiite 
recent investigations of Nemst and Caspar! * have 

*Zeitschr. f. physikal Chem. XXX, 1899, H. i, p. 89. 
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shown that the electrolytic liberation of hydrogen 
on the surface of a metal does not by any means 
take place reversibly/ but in order to have hydro- 
gen bubbles formed a considerable excess voltage 
is necessary, which has entirely different values 
for the different metals. According to these in- 
vestigations the following voltages measured against 
a hydrogen electrode* are necessary for the pro- 
duction of hydrogen bubbles on the different 
metals: 



Pt platinized o . 005 volt 

Au 0.02 

Fe 0.08 

Pt polished 0.09 

Ag 0.15 

Ni 0.21 

Cu 0.23 



Pd o .46 volt 



Cd. 
Sn. 
Pb . 
Zn. 
Hg. 



0.48 

0.53 
0.64 
0.70 
0.78 



According to the measurements given in Table 
VIII (p. 79), the potential difference of a lead- 
sponge plate against a hydrogen electrode in 
sulphuric acid of the usual concentration is 0.33 
volt. Therefore all metals having an evolution 
voltage for hydrogen smaller than 0.33 volt can 
cause a self-discharge of the lead electrode; all 
others, however, cannot'. Consequently only the 
metals standing on the left in the above table are 
dangerous to the accumulator, while those on the 
right can be introduced into the acid without 
the least danger, even though some, such as tin, 

* That is, at the potential zero measured against a hydrogen 
electrode. 

' Platinized platinum-foil saturated with hydrogen. 
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merctiry, and palladium, are considerably more 
noble than lead. On the contrary, a little mer- 
cury can even act to advantage, in that it 
alloys with the lead, thereby increasing the hydro- 
gen evolution voltage of the same, which reduces 
considerably its spontaneous solution. 

The intensity of the local current produced, i.e., 
the rate of spontaneous discharge, is of course, 
according to the above potentials, greatest for 
platinum and smallest for copper, as practical 
experience has long ago shown. 

A detailed investigation as to the spontaneous 
discharge of accumulators by metallic impurities 
has been carried out by Kugel.* Spectroanal5rtical 
and chemical researches by Kayser and Ost, carried 
on at this opportunity, showed that platinum as 
an impurity even in the proportion of i : loooooo 
is capable of producing a rapid self-discharge of 
the negative plate. Also the observation of Kugel 
}s very striking, that metals can produce a strong 
self-discharge, which alone cause scarcely any 
action, when several are present in the acid at the 
same time. An explanation for this cannot be 
given at the time. 

The spontaneous discharge produced by platinum 
is of especial significance practically, because this 
can easily occur when sulphuric acid is employed 
which has been concentrated in platinum retorts. 

One can easily satisfy himself of the deleterious 
action of platinum by pouring a little platinum 

^ Elektrotechn. Zeitschr. 13. pp. 9 and 16. 189a. 
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chloride solution into a charged cell; in a short 
time the negative plates begin to give off hydrogen 
gas, and are soon completely discharged. 

Such plates contaminated with platinum are in 
no wise to be made available again. All other 
metallic contaminations, in case they are present 
only in traces, become inactive upon continued 
used of the cell, supposedly, by gradually alloying 
with the lead. 

The presence of metallic imptirities may be 
recognized by the continued evolution of gas, at 
the negative plates, after interrupting the charg- 
ing current. 

We shall now turn our attention toward the spon- 
taneous discharge of the positive electrode. This 
in general takes place more slowly than that of 
the lead-sponge electrode, and therefore is of less 
importance in practice. Metallic impurities are 
of course without influence upon the lead peroxide, 
since they are not precipitated by it. The only 
kind of spontaneous discharge of interest here 
is the one investigated by Gladstone and Tribe and 
termed ** local action.'* This action is based on 
the fact that the peroxide forms a short-circuited 
cell with the underlying body of lead, whereby 
peroxide as well as lead body are converted into 
sulphate. This attack of the peroxide upon the 
tmderlying lead accotmts for the gradual destruc- 
tion of the latter. The self -discharge coming about 
in this way reaches an extent which is of practical 
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significance only in cells with a thin peroxide 
layer (especially Plants cells). 

In addition to the modes already discussed, the 
spontaneous discharge of a cell can be brought 
about by impurities which are easily oxidized and 
can serve as oxygen-carriers from anode to cathode. 
Such are in particular the salts o metals which 
occur in several states of oxidation. If, for example, 
a salt of iron is present, the same will be oxidized 
to ferric at the peroxide e.ectrode, then diffuse 
to the lead-sponge electrode, and there pass into 
ferrous salt with the liberation of oxygen. This 
ferrous salt can then take up fresh oxygen again at 
the anode, and so on. 

Another instance of this kind, investigated by 
V. Knorre,* is the self-discharge which manga- 
nese salts induce in the accumulator. Manga- 
nese compoimds are often present as impurities 
in the litharge, or are possibly purposely added to 
the paste. Their deleterious action rests on the 
fact that permanganic acid is formed at the per- 
oxide electrode, which diffuses to the lead sponge 
and there gives up the available oxygen. The 
use of manganese salts is therefore to be avoided, 
especially as there seems to be no favorable in- 
fluence upon the active mass. 

Further losses of electricity are certainly also 
caused in the accumulator by the acid about the 
electrodes becoming saturated with oxygen or 

^ Zeitschr. f. Bhktrochem. Ill, p. 662. 1897. 
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hydrogen, which gases diflfuse to the opposite 
electrode, oxidizing or reducing the same, thereby- 
bringing about a self-discharge of the cell. It goes 
without saying that the oxygen of the air also 
effects a gradual oxidation (discharge) of the lead 
sponge. As is well known, the free access of air 
brings this about very rapidly, and is accompanied 
by a strong heating of the lead sponge. 

The last modes of self-discharge considered can 
only cause slight losses of current, since they de- 
pend upon the slow-acting phenomenon of diffu- 
sion, and are therefore practically of considerably 
less importance than those first mentioned. 

In conclusion it should be noted that the acid 
density is of great influence upon the rate of self- 
discharge of the lead-sponge electrode. During 
spontaneous discharge hydrogen is liberated on 
the impurities ; that is, these play the part of hydro- 
gen electrodes and the self-discharging must there- 
fore, in accordance with the electromotive forces 
contained in Table VIII (p. 79), greatly increase 
with the acid concentration. With very concen- 
trated acid the E.M.F. of the combination Pb — H, 
exceeds 0.64 volt (see table above), the value of 
the evolution potential of hydrogen on a lead sur- 
face; in concentrated acid, therefore, even the 
purest lead must dissolve of its own accord with 
a copious evolution of hydrogen. This conclusion, 
as is well known, is confirmed by actual experience. 

Measurements on the rate of self-discharge with 
varying concentrations df acids have not be^n 
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made, but practical experience with accumulators 
has shown, in agreement with the above, that self- 
discharge increases very greatly with the concen- 
tration of the acid. 

(c) Sulphatization, — If we attempt to recharge 
an accumulator that has stood for some time in a 
discharged condition, we find that the internal 
resistance has very greatly increased; the re- 
sistance does not begin to diminish until the charg- 
ing ciurent has passed through the element for 
some time ; in the course of the charging it slowly 
approaches the normal value. A capacity test 
shows that the capacity of the cell has suffered 
greatly. Standing in a discharged condition is 
therefore exceedingly detrimental to an accimiu- 
lator, and it requires several chargings, discharg- 
ings, and overchargings to bring it back again to 
its former serviceability. If discharging has been 
very complete and the cell has been in this condi- 
tion for several weeks, it is possible to make the 
impaired plates serviceable again only with the aid 
of a very great quantity of electricity, so that it 
is usually cheaper to replace them by new ones. 

If we observe carefully the plates of an accu- 
mulator which has been strongly discharged and 
allowed to rest, we notice that their color gradually 
becomes lighter. After a number of days small 
white spots appear in isolated places, which in- 
crease in size from day to day, so that after a 
number of weeks the plates appear completely cov- 
ered with a white coat. 
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A careful testing of this coat shows that it con- 
sists of pure lead sulphate; for that reason the 
phenomenon described, so detrimental to the accu- 
mulator, has been given the ill-chosen name **sul- 
phatization of the plates/' 

We have seen in the foregoing chapters that with 
every normal discharge lead sulphate is formed 
on both electrodes, which is without the slightest 
difficulty changed back into peroxide and lead 
during charging. At first glance this fact seems 
to stand in contradiction to the phenomenon of 
so-called sulphatization ; the assumption there- 
fore has frequently been made that during normal 
discharge the lead sulphate forms in an allotropic 
modification of the ordinary sulphate, which only 
after some time converts into the latter and 
causes the phenomenon of sulphatization. We 
know, however, no such modification of lead sul- 
phate or any other similarly constituted salt; the 
assumption of such a sulphate is therefore entirely 
arbitrary, and besides it is by no means necessary 
for the explanation of the phenomenon in question. 

Sulphatization can, as was shown by Elbs,* be 
very simply explained in the following way : During 
the discharge of the accumulator there is formed 
on every lead or peroxide particle a thin layer of 
very finely divided lead sulphate saturated with 
acid. If the accumulator is allowed to stand in 
this condition, it is exposed to slight temperature 

' Die Accumulatoren, p. 40. 1896. 
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fluctuations, which cause the sulphate to draw to- 
gether into larger, isolated crystal crusts. With a 
rise in temperature the solubility of the sulphate 
greatly increases, therefore the smallest crystals 
present will entirely pass into solution. With a 
slow cooling following upon this, the crystals still 
present will increase in size, so that the fluctuations 
in temperature result in a continued growing of 
the large crystals at the expense of the small ones, 
whereby the active mass is finally covered with 
an impenetrable layer of sulphate crystals. The 
greater solubility of the small crystals also acts 
in the same direction (see Ostwald, Analytical 
Chemistry). The increase of the internal resistance 
which comes about in this way can also frequent- 
ly be observed in the case of other elements work- 
ing with solid salts, especially in the Clark and 
Weston elements. 

The growing of the sulphate coat naturally causes 
the color of the active mass lying imder it to be 
covered more and more, and the plates assume a 
white color. As a matter of course, with the small 
solubility of the lead sulphate the larger sulphate 
crystals are not so accessible to the action of the 
charging current, as finely divided sulphate masses 
mixed with conducting lead or peroxide particles. 

We shall now attempt to determine the conditions 
through which the disturbing sulphatization can 
be most effectively reduced. 

As demonstrated by the experience of the accu- 
mulator factories and the measurements of Heim, 
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the sulphatization increases rapidly with the acid 
density. This fact is very easily understood in 
the light of the above. Evidently the rate of re- 
crystallization must likewise increase greatly with 
the solubility of the sulphate; now the solubility 
of a lead salt at first decreases upon adding an acid 
having an ion in common with it, but upon further 
addition the same increases again, in that the acid 
forms complex compounds with the salt. 

In Fig. 14, for example, are given the solubilities 
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of lead chloride in water with the addition of vary- 
ing amounts of hydrochloric acid, as recently very 
accurately determined by v. Ende.* The solubility 

* Inaug.-Diss. Goettingen 1899 and Zeitschr. f. anorg. Chem. 
36, p. 129 (1901). 
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of the lead chloride reaches a minimum at about 
I normal acid, rapidly increasing upon further 
addition of acid to a value four times as great as 
that in pure water. 

Unfortunately the solubility curve for lead 
sulphate in varying concentrations of sulphuric 
acid has not as yet been determined; I have been 
able to jfind in the literature only the determina- 
tions given in Table XV. 

Table XV. 



Acid 


Per Cent 


PbS04 in 
Grams 


Tempera- 


Observer, 


Density. 


H2SO4. 


per Liter. 


ture. 




I .000 





0.042 


11° C. 


Fresenius 




000 





0.046 


18° C. 


F. Kohlrausch & Rose 




00 


about I 


0.027 


— 


Fresenius 




22 


29 


0.012 


— 


Gladstone and Hibbert 




54 


64 


0.046 


— 


Kolb 




7Q 


86 


0.197 


— 


Kolb 




84 


99* 


0.72 




Kolb 



The graphic representation of these values shows 
(Fig. 15) a course quite similar to the solubility 
curve for lead chloride. 

This lead sulphate curve can of course make no 
claim to accuracy, since the values are taken from 
different observers. There still remains a piece of 
work, important to the theoretical as well as the 
practical side of the accumulator, to determine this 
curve accurately (especially the dotted portion). 

As far as can be seen from these measurements, 
the minimum of solubility of lead sulphate, and 
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therefore that of sulphatization, seems to lie near 
1. 5 g.-mol. H2SO4 (13 to 14 per cent HjSOJ. This 
would agree very closely with the observations of 
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Heim, according to which, in order most effective- 
ly to keep up the capacity of a cell, it is best to fill 
the same with 16 per cent H2SO4, measured in 
the normally discharged condition. With an acid 
of 5 g.-mol. H2SO4 (38 per cent) the solubility 
has reached an amount ten times, and with a con- 
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centration of 15 g.-mol. (83 per cent) one htindred 
times, as great as that in 14 per cent acid. 

From this it is very apparent how greatly the 
sulphatization is influenced by the acid density, 
and how detrimental it is to allow a discharged 
accumulator to stand for a longer time in an acid 
which is too strong or too weak. 
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INTERNAL RESISTANCE. 

The internal resistance * of the accumulator, 
thanks to the good conductivity of sulphuric acid, 
is extremely small, even in the smallest forms used 
(accimiulators for measuring purposes), amounting 
to only several hundredths ohm, and falling to a 
few ten-thousandths ohm in the larger cells. The 
loss of voltage caused hereby is consequently also 
slight and with the permissible maximum current 
density amounts to a few hundredths volt, so that 
the loss of energy in the cell due to heating comes 
to only about 2 to 5 per cent of the entire output 
of the accumulator. That is, practically the inter- 
nal resistance is of little importance, especially as it 
seems entirely out of the question to construct 
an accumulator with a markedly smaller resistance. 
In spite of this, the careful investigation of this 
magnitude, and in particular its variation with the 
passing of current, naturally possesses great theo- 
retical interest. 

The least faulty investigations in this direction 

* For methods of measurement compare closing chapter. 
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we owe to Haagn,* who studied the internal re- 
sistance of the accumulator, by means of a method 
devised by Nemst, in the open condition as well 
as during the withdrawal of different amounts of 
current. 

In the first place Haagn tested whether the 
strength of current had any influence, at a certain 
phase of the charging or discharging, upon the 
internal resistance. For this purpose a small 
accumulator (PoUak) of about 2 amp.-hr. capacity 
was discharged to 1.7 volts and then varying current- 
strengths withdrawn. The results were: 



Current-strength 
in Amperes. 


Resistance in 
Ohms. 





0.0422 


O.I 


0.0421 


0.2 


0.0423 


0.48 


0.0423 


0.65 


0.0423 


I.O 


0.0423 





0.0422 



The resistance is as good as entirely independent 
of the intensity of the current. The same result was 
obtained with a half-discharge of the accumulator, 
the resistance being constantly 0.0187 ohm, i.e., 
about one half as great. These measurements 
show that the resistance increases in the course 
of the discharge. This is still more apparent 
from Fig. 16, which represents the variation in 

* Inaugural-Dissertation, Goettingen, 1897. Zeitschr. f . physi- 
kal. Chem. XXIII, Heft. i. 1897. 
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resistance of the same cell during the discharge with 
0.65 ampere. 

During charging the resistance recedes in the same 
way as it rose during discharge, as a glance at the 
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second curve of Fig. 16 shows, which pertains 
to a charging with 0.52 amp. This behavior of the 
resistance during charging and discharging Haagn 
also found with cells of different construction, 
showing that it is typical of the lead accumulator. 
The decrease of the resistance during charging 
and the increase of the same during discharge was 
first discovered by Hallwachs,^ and later was also 
observed by Haeberlein * and Boccali." The meas- 
urements of Hallwachs^ carried out according to 
the method of F. Kohlrausch with alternating 
current and telephone, are contained in Table XVI. 

* Wied. Ann. 22, p. 95. 1884. 
^Ihid. 31, p. 402. 1887. 

• Elektrotechn. Zeitschr. 1891, p. 51. 
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CHAPTER XI, 
Table XVI. 



Charge. 


Discharge. 


Time 
in Hours. 


Resistance 
in Ohms. 


Time 
in Hours. 


Resistance 
in Ohms. 


o 

I 
2 

4 


0.30 
0.03 
0.02 
O.OI 

0.008 




2 

4 
10 

13 


0.008 

O.OI 

0.012 

0.09 

0.25 



The changes of the resistance are here considera- 
bly greater than in the case of Haagn's measure- 
ments, which is probably explained by the fact 
that in the older elements employed by Hallwachs 
the contact between the active mass and the carrier 
was not as perfect as in the present plate con- 
struction; and besides in the investigations of 
Hallwachs the cell was considerably more strongly 
discharged. 

The measurements of Haeberlein are of a quali- 
tative nature. Boccali obtained the following 
values for the resistance of a large cell during 
charge and discharge, measured in closed circuit 
after a method to be discussed later: 



Charge. 

After 2 hours 0.0017 Q 

" 4 " 0.0015 " 

*' 5 '* 0.0022 " 

** 6 '* 0.0024 *' 



Discharge. 

At beginning o .0022 Q 

After I hour o .0025 ** 

*' 3 hours 0.0028** 

4 0.0050 



In a general way these measurements agree with 
the results of Hallwachs and Haagn. Boccali 
finds, however, that at the close of the charging 
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with the beginning of the evolution of gas the re- 
sistance, which fell at first, rises again. Haagn 
observed no such rise in the resistance; the same 
is very plausible, however, since an increase in 
resistance is usually observed on electrodes evolving 
gases; probably the overcharging was not suffi- 
ciently prolonged in Haagn's investigations. 

The cause for the decrease of the internal re- 
sistance with the charge and the increase with 
the discharge is evidently chiefly to be looked for 
in that during the discharge of the cell the con- 
ducting lead and peroxide particles become more 
and more densely covered with a layer of non- 
conducting lead sulphate. In addition to this, 
the sinking of the acid density diiring discharge 
brings about a gradual rising of the resistance r 
the variations of the acid concentration appearing 
at the electrodes affects the resistance m the same 
direction. 

That, however, the variations in concentration 
at the electrodes have only a slight influence on 
the resistance of the cell is demonstrated by a 
comparison of the variation of resistance with slow 
and rapid discharge, which was carried out by 
Haagn and is contained in the accompanying fig^^^ ' 



Rapid Discharge 
(0.6s Amp.). 


Slow Dischar^»»» 
(0.27 Amp.). 


0.0177 ohm 


0.0165 ohm 


0.0184 " 


0.0I7I " 


0.0193 " 


0.0I8I •• 


0.0213 " 


0.0206 " 


0.0261 " 


0.0251 " 


0.0516 " 


0.0475 " 
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The resistance values given in both columns 
pertain to the same number of ampere-hours with- 
drawn. In the case of the slow discharge the 
resistances are, in consequence of the slight de- 
crease in the concentration of the acid at the elec- 
trodes, a little smaller all the way through than 
with the rapid discharge. 

There still remains to be discussed the question 
as to how the variations in resistance distribute 
themselves between the two electrodes. Haagn 
likewise made measurements pertaining to this. 
He discharged the individual electrodes against 
amalgamated zinc plates and at the same time 
determined the resistance of the combination. 
The values given show clearly that the measure- 
ments . are greatly influenced by resistance varia- 
tions at the zinc electrode and therefore do not 
permit of any certain conclusion as to the indi- 
vidual electrodes; I therefore refrain from giving 
them here. It remains as a promising problem 
to investigate the resistance variation of the indi- 
vidual electrodes during the passing of current 
against a third electrode without current 
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CAPACITY. 

(a) General, — By capacity of an electric accu- 
mulator we understand the amount of current 
(expressed, let us say, in ampere-hours) which 
can be taken from the same tmtil we reach com- 
plete exhaustion. When discharging with very 
weak current it is evidently determined, accord- 
ing to Faraday's law, by the weight of the active 
mass, in that 3.86 g. lead sponge and 4.45 g. lead 
peroxide upon conversion into sulphate can give 
an amount of current equal to i amp.-hr. This 
ideal capacity is, however, never attained in actual 
practice, because during discharge with stronger 
currents the voltage of the cell, in consequence of 
the disappearance of acid from the electrolyte 
(compare Chapter VIII), goes down to zero, while 
there is a large excess of active mass left. 

Therefore with the customary current densities 
of discharge only a small fraction of the active 
mass is utilized in the production of current. In 
addition it is impossible in practice completely to 
discharge the accumulator, since the current must 
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Digitized 



by Google 



1 54 CHAPTER XI L 

be sent into the external circuit with constant 
voltage, and entire discharge would also be very 
detrimental to the cell. One is compelled, there- 
fore, to interrupt the discharge at the point of 
the beginning of the rapid falling off of the voltage 
(see Fig. 7), and it has been agreed to define the 
capacity of a storage battery, in the technical sense, 
as that quantity of electricity (expressed in ampere- 
hours) which the same can deliver until its pole- 
potential has decreased by one tenth of the original 
value — say, for instance, from 2 to 1.80 volts, or 
from 1.96 to 1.77 volts. 

The circimistance that it is possible to utilize 
only a fraction of the active mass for the produc- 
tion of current is caused, as follows from the dis- 
cussions of Chapters VIII and IX, by the fact 
that in discharging with stronger currents the 
acid is unable to penetrate rapidly enough into the 
active mass. That we have to deal here essentially 
with an acid shortage is cleverly demonstrated 
by the following experiment devised by Liebenow.* 

Liebenow soldered a negative accumulator-plate 
P (grid-plate), so as hermetically to close a window- 
like opening in the side of a leaden box K (Fig. 17). 
In this box he suspended a peroxide plate P\ 
placed the whole into a second, larger vessel, 
and filled both with acid to the same level. Now 
the plate was discharged with a constant current 
of 8 amp. and its capacity determined by measuring 

* Zeitschr. f. Elektrochem. IV, p. 61. 1897. 
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^Si 




■nzK 

Fig. 17. 



the potential difference against zinc. The capacity 
fotind was 14.4 amp.-hr. 
After renewed charging, 
the level of acid in the 
box K was kept consider- 
ably higher during the 
second discharge, so that 
acid was continually pressed 
through the plate. The 
capacity now was 41.6 
amp.-hr., i.e., almost three 
times as great. 

The phenomenon of re- 
covery considered in Chap. 
X shows plainly that the small capacity is brought 
about by a shortage of acid in the electrode 
mass. This same circtmistance also causes the 
capacity to diminish greatly with the intensity 
of the discharge current, along with its great sus- 
ceptibility to acid density, electrode thickness, 
and temperature. As was pointed out on p. 124, 
the changes in concentration are considerably 
greater at the peroxide than at the lead-sponge 
electrode (a 1.6 times greater reduction at the 
former than at the latte ). From this it follows 
that the capacity of the peroxide plate must be 
less than that of the sponge plate made of an ex- 
actly similar paste, as can be seen from the dis- 
charge curves Fig. 11 (p. 127). We shall next 
consider, somewhat more in detail, these variatons 
of the capacity and their causes. 
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(6) Influence of Strength of Discharge Current. — 
The decided diminution of the capacity of a storage 
cell with increasing intensity of the discharge 
ctirrent is shown by the continuous curve of Fig. 18/ 




40 Amp. 



in which the current-strengths in amperes are 
plotted as abscissae and the corresponding capaci- 
ties in ampere-hours as ordinates. A raising of 
the intensity of discharge from 4 to 40 amp. re- 
duces the capacity by one half. 

Various empirical formulae have been proposed 
for a rapid, approximate calculation of the capacity 
for a definite taxation, which give with a greater 
or less degree of accuracy the course of the capacity 
curve and are of importance to the practical calcu- 



* Taken from the measurements of C. Liebenow. 
f, EleHtro<?hem, IV, p. 61. 1897. 
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lation of the serviceability of storage cells. Schroe- 
der ^ found that the capacities of the accumu- 
lators of the Hagen factory are approximately 
given for rapid discharge by the equation 

K^VP=m (52) 

in which K stands for capacity, I for current-strength 
of discharge, and m a constant characteristic of 
the particular cell. 

This equation has the advantage over the follow- 
ing ones in that it contains only one constant, and 
therefore it is only necessary to make one capacity 
test in order to be able to draw the curve. It is, 
however, applicable to only a limited interval for 
/, which it is true is seldom exceeded in actual 
practice, so that the usefulness of the equation is 
hereby little affected. For weaker discharge cur- 
rents, however, it gives altogether erroneous re- 
sults in that as the values of I converge toward 
zero it gives infinite capacities. Liebenow ^ has 
therefore, in the case of slow discharge, replaced 
Schroeder's equation by the following: 

^-TTS <"> 

in which K and / are the same as before and M 
and a are constants. This equation is especially 
applicable to weak currents; one is compelled, 

* Elektrotechn. Zeitschr. 1894, p. 587. 
'^eitschr. f. Elektrochem, III, 1896, p. 71, 
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however, to make two capacity measurements 
with diflEerent strengths of current in order to 
determine the two constants. 

Combining equation (53), holding for weak dis- 
charges, and (52), for strong discharges, we get, 
as Liebenow ^ has shown, an equation applicable 
to a much wider range: 



a' 



in which A\ a, and n are constants. Liebenow 
found that n is always equal to very nearly 0.5, 
so that only the constants A^ and a remain to 
be determined for each individual accumulator. 
Therefore 

^-^ (54) 

■+VJ 

In Table XVII a comparison is given between 
the values of K as obtained by means of this equa- 
tion and the measured capacities, A' ==104.326 and 
a = 1.478 being the values of the constants used. 

In view of the uncertainty to which capacity 
measurements are subject, the agreement be- 
tween the measured and calculated values is ex- 
tremely satisfactory. It is true that upon doubling 
the intensity, for instance, greater discrepancies 
appear. 

^Zeitschr. f. Elektrochem. IV, 1897, p. 58. 
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Table XVII. 



Duration of 


Discharge 


Capacity, 




Discharge, 

t 

Hours. 


Current, 

* 
Amperes. 


K. 


Difierence. 


Observed. 


Calculated. . 




I 


42.5 


42.5 


42.2 


+ 0.3 


2 


25.3 


■ 50. 5 


50.1 


+ 0.4 


3 


18.5 


' 55-5 


56.. 2 


-0.7 


5 


12.4 


62 


62.8 


-0.8 


7i 


9.1 


68 


68.2 


— 0.2 


lO 


7.2 


72 


71.2 


+ 0.8 


20 


4.0 


80 


79.5 


+ 0.5 



Recently Peukert * also carried out extensive 
investigations upon the relation of the capacity 
to the time of discharge. The following values 
were obtained with a Correns battery: 



Discharge 
Current in 
Amperes. 

10 

IS 

18 

20 

27.2 

30 



Duration of 

of Discharge 

in Hours. 

19.8 

9. 75 

8.5 

6.5 

4.41 

3.67 



Capacity in 
Ampere- 
hours. 

198 

146 

153 
130 
120 
IIO 



These figures satisfy the equation 



/»^=const V55) 

when we place ^ = 1.47. 

. For a number of other accumulator systems the 

following values for n were obtained : 

* Elektrotechn. Zeitschr. 1897, p. 287. 
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System. Type. Value of «. 

Acc.-Fabr.-A.-G. (Tudor) . . . E i 

... ES I 

PoUak SK I 

" R I 

Correns H i 

" Q 

G. Hagen A i 

B I 

De Khotinsky N i 

X I 

Gulcher A i 

" C&E I 



35 
48 
36 

51 
72 

64 
39 
39 
55 
55 
38 
36 



By means of these constants and equation (55) 
we get durations of discharge which agree well 
with the measured values. 

If we introduce the capacity K = It in place of 
t, the duration of discharge, we obtain for the 
capacity K^ and the current-strength /j the value 



-■-(i) 



/\n-l 



when K is the capacity for the current 7. 

For the particular case in which n has the value 
1.66 this equation becomes identical with the one 
given by Schroeder (equation 52). Later Loppe* 
carefully tested Peukert's equation on a great 
number of types, resulting in a good confirmation. 

Equations (52), (53), (S4), and (55) apply only for 
discharge with constant current, a condition seldom 

* Assoc, des Ing^nieurs-Electr. H. 11. 
^eitschr. 1898, p. 146. 
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ftilfiUed in the practical use of an accumulator. 
Farther on we will meet with an equation which 
also permits the calculation of the capacity with 
variable taxation, but before taking that up we 
shall attempt to account theoretically for the coxirse 
of the capacity curve. 

For this purpose we shall follow more closely the 
changes within the active mass. The substance 
of the plates consists of solid conducting material, 
permeated with fine pores. As soon as the dis- 
charge current is closed, the active mass begins 
to withdraw acid from the electrolyte for the 
formation of sulphate. The concentration within 
the pores therefore falls off rapidly and continues 
until the difference in concentration with respect to 
the outer acid has become so great that the equaliza- 
tion of concentration by diffusion just counter- 
balances the consumption of acid. That is, the 
quantity of acid diffusing inward per unit of time 
must at every moment be equal to the quantity 
consumed by the current. 

From this point of view it is easy, with the aid 
of the diffusion law of Fick, to develop a relation 
between capacity and strength of current, which 
at least holds approximately for small intensities. 

Let c^ stand for the concentration of the outer, 
acid, Ci for the variable concentration within the 
pores; then for small differences we can set the 
quantity of acid diffusing inward per second as 
approximately proportional to the concentration 
difference (Ca-q). In addition the same is propor- 
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tional to the diffiision coefficient D, the cross- 
section of the pore g, and inversely proportional 
to the length of the pore /. We get as the ex- 
pression for 5 the amount of acid diffusing into 
the pore in one second, 






The amount of acid 5' consumed by the current 
per second is proportional to the current strength 
/, i.e., 

5'= const. I. 

Since for the stationary condition 5 must equal 
S', it follows that 

Const. 7 = ^'^^^/"^^'\ . . . (56) 

Upon closing the current electrolysis begins in 
the outer layers of the active mass and penetrates 
into the interior, proportional to the amount of 
current withdrawn. The depth of the pores coming 
into question is therefore to be taken proportional 
to the quantity of current (It) withdrawn : 

/= const. I-t 

In addition, during the course of discharge, the 
cross-section q of the pores diminishes considerably, 
in that iil place of the lead peroxide and sponge 
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more and more lead sulphate appears, which 
occupies a considerably greater volume (see Table 
XIV, p. 103). This change also takes place pro- 
portional to It. If the cross-section at the begin- 
ning of discharge is q^y then at the end of the time 
t it has decreased 

q=^qo-'Const, I-t. 

At the end of discharge the E.M.F. has decreased 
a definite amount, about 0.20 volt, and the con- 
centration difference (Ca — Ci), which can easily 
be calculated, has reached a definite value, the 
same for all capacity measurements. Here it 
suffices to know that (Ca — Ci) has the same constant 
value at the end of discharge for all measurements. 
Substituting this result and the above values of q 
and / in equation (56), we obtain 

IH + AIt=B, 

in which A and B are constants. Now the capacity 
is 

K=^It, 

and we obtain for the capacity at the current- 
strength / the equation 

K. » 



A + r 
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This equation is identical with equation (53), 
empirically derived from the measurements by 
Liebenow. 

In Fig. 18 the dotted curve gives the capacities 
as calculated by this equation when the values 
i4 = 28.9 and £ = 2632 are used. The calculated 
curve fits very well to the measured one in the case 
of the smaller intensities. With greater curi:ent- 
strengths very marked deviations appear, which 
are probably due to Pick's diffusion law being 
applicable to electrolytes only when the concen- 
tration differences are small, and this condition 
is no longer fulfilled when discharging with stronger 
currents. 

As previously mentioned, above discussions and 
equations pertain to discharge with constant cur- 
rent, a condition seldom fulfilled in the technical 
application of an accumulator. The theoretical 
treatment in the case of discharge with variably 
current strength has been successfully taken up 
by Liebenow. 

The amount of current Kt which can still be 
taken from an accumulator, after the same has 
been discharged for some time with the current i, 
can be expressed by the equation 

Kt^K^,^-f^idt-£dK . . (57) 

in which i^max. is the maximum capacity which 
could be obtained by discharge with a very weak 

current. The member / idt represents the amount 
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of current already withdravyn at the time t. The 
summation / dkt may be termed the latent con- 
tents of the accumulator. The sstme accounts 
for the circumstance that one cannot get the maxi- 
mum capacity when discharging with stronger cur- 
rents; it is not liberated until the cell has had 
time to recuperate. The same disappears upon 
discharging with very weak current. The small 
latent content dkt is dependent upon the time dt 
during which the current i has acted ; it is a function 
(f)(t) (vmknown for the present) of the current 
strength, and thirdly, a function /(t) of the time 
which has elapsed since the beginning of the dis- 
charge. We can therefore write 

dk -=<f>(i)'f(T)dt, 

from which follows 

Kt-K^...-f^\i+<f>ii)f{T)yit. . . (s8) 

For the determination of (f>(i) and /(t) we can 
use the above empirical relations (equation 54) 
for discharge with constant current strength. 
Upon complete discharge with constant z, Kt^o, 
iy and ^(i) are constant, and for t we must intro- 
duce t; equation (58) then takes the form 

o^K^,^-it-<i>{i)J^mdt, 
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or 



1 + ^)1 

i 



fTf>^' 



Written in this form this equation is entirely 
similar to the empirically found equation (54). 
A comparison with the latter at once gives 



^^fjm-^-r 



0.6 



0.6 



Puttmg ^-r- =c, we get 



Differentiation gives 



m-yr'-'' 



or, since t was exchanged with t, 

a 



/w=- 



2C 



V7' 



. Substituting the values of ^(i) and f(r) finally 
gives the expression 



K.=A'_-X(x + ^)^-^^. • ■ 



(59) 
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whose constants are to be obtained by means of 
equation (54) from discharge tests with constant 
current. For the case that i as a function of t 
is known, the integration can be carried out; in 
practice this is, however, seldom true, and we 
have to split up the discharge into a larger number 
of separate discharges and calculate each separately. 

If we wish to use the equation to determine the 
size of the element for a given taxation, we must 
first determine the constants /Cmax. and a for i sq. 
dm. of surface of the kind of plate to be employed. 
For the desired surface, then, of, say, n sq. dm. 
we must introduce into the calculation /Cmax. ^ 
times greater and an times smaller. 

If the values of the constants are referred to 
I sq. dm. /C'max. a^^d a', then we have for the entire 
element, since with complete discharge Kt=Oy 

idt / -^t. . (60) 

If we now calculate from the given taxation 
^ the values of 

n a! n i 

/ idt=^B and — / -^-dt^C 
Jo 2 Jo V T 

* 
and introduce these into the equation 
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which follows directly from equation (60) (/v'max. = ^)» 
we get the number of square decimeters of plate 
surface which the element must have for the given 
taxation. 

(c) Influence of Thickness of Plate. — It follows 
directly from the discussion in the previous section 
that the thickness of the active layer must also 
be of great influence upon the capacity. If the 
active substance is distributed in a thin layer with 
large surface, the acid can more easily penetrate 
into the plate than when the active material is 
in the form of a thick plate with a small surface. 
Therefore elements with thin plates have a con- 
siderably greater capacity than such of like weight 
but thick electrodes. 

Liebenow found that the influence of the thick- 
ness of plate is approximately expressed by the 
equation 

K = 



i+a'Id' 



in which M' and a' are constants, / is the current- 
strength, and d the thickness of plate. Just as 
equation (53), this one can also be derived from 
the diffusion process in the electrode substance. 

Unfortunately, very thin plates, as a result of the 
deeper penetration of the action of th. current, ar^ 
short lived, so that they cannot be employed in 
practice. 

(d) Influence of the Acid Density, — The influence 
of the acid density upon the capacity of a storage 
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battery was first investigated in detail by Heim.* 
A Tudor acctimulator and a storage-battery of 
the Electrical Power Storage Company (Julien, 
Huber) were successively filled with acids of varying 
density, charged and discharged a number of times, 
and then subjected to a capacity meastirement. 
The results of the investigation are contained in 
Fig. 19. The acid densities given are measured 
after discharge. The capacity rises rapidly with 
increasing acid concentration, reaches a maximimi 
at a density of i.i (16 per cent), and again falls 
oflE strongly at greater density 

ianp. VIA. 
llTS. hit. 



0onc. of £fs SO4 

Fig. 19. 

Recently Earle ^ carried out measurements upon 
the influence of acid concentration upon capacity, 

* Elektrotechn. Zeitschr. X, H. 4. 1889. 

' Zeitsch^. f. Elektrochem. II, p. 559. 1895-96. 
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using plates 6 mm. and lo mm. thick. The ob- 
served capacities are given in Fig. 20. 

Amp.- hr. 



Acid density 
Fig. 20. 

The capacity maximum is also very marked in 
these measurements, lying, however, at a density 
of from 1.22 to 1.27 (30 to 34 per cent), i.e., notice- 
ably higher than in Heim's measurements. This 
displacement of the maximum is probably due 
to the fact that Earle allowed the discharge to 
follow immediately upon the charge, while Heim 
did not make the measurements until the accu- 
mulator had stood charged for from 15 to 18 hours. 
However, with an acid of over 20 per cent H2SO4, 
according to the observations of Heim, the amovmt 
of the discharge falls off noticeably with the time 
between the end of the charge and the beginning 
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of the discharge, as a result of sulphatization (see 
Chapter X). This falling off is greater the more 
concentrated the acid. Schenek also found that 
the capacity of his storage-battery was greatest 
when the acid had a density from 1.22 to 1.25. 

The question arises, how the behavior of the 
capacity with the variation of the acid density, 
as pictured in Figs. 19 and 20, is theoretically to 
be explained. According to the discussions in 
Chapter VIII one would expect the capacity to rise 
continuously with increasing acid density. It is 
to be assumed, from the first, that with higher 
concentrations (above 40 per cent) the increased 
self-discharge, and especially the sulphatization, will 
be a hindrance to the increase in capacity, but 
still this influence is not sufficient by far to ex- 
plain the decided falling off of the curves above 
the density 1.22. The capacity maximum may 
more likely come about in the following manner: 

At the beginning of discharge the lines of cur- 
rent first enter principally the outer layers of 
the active mass, where they find the least resist- 
ance. In the same measure as the concentra- 
tion polarization develops at the outer layers, the 
current lines penetrate deeper and deeper into 'Jhe 
electrode, and in such density that everywhere in 
the pores the loss of potential (I-R) is. equal to the 
polarization prevailing in the outer, layers. . Th'is 
condition must necessarily be fulfilled, since the 
active mass (lead as well 'as. lead, peroxide) is ""a 
first-class conductor, and therefore must have the 
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same potential within the pores as without. If the 
polarization at the outer layers has reached the value 
of 0.2 volt, the potential of the accumulator has 
fallen at the same time by 0.2 volt and the discharge 
is interrupted. At this moment the lines of current 
have penetrated so far into the active mass that 
the loss of potential in the pores, that means the 
product of current strength and pore resistance 
(LR ), has likewise reached the value of 0.2 volt. 
>iow the resistance of the pores is determined by 
the conductivity of the sulphuric acid filling them; 
the product I-R herewith will reach the value 
0.2 later, giving a greater capacity the better con- 
ducting the acid is which fills the pores. 

As is well known, the conductivity of sulphuric 
acid at first increases with concentration, attains 
a maximum at 30 per cent H2SO4 (density 1.224), 
and then decreases again. According to the above 
discussion then, the capacity must reach a maxi- 
mum at a density of 1.224, as the above measure- 
ments splendidly confirra. 

(e) Influence of Temperature. — ^The discussions 
in the section just preceding show clearly that the 
conductivity of the electrolyte determines the 
capacity ol a storage battery ; from which it follows 
directly that the temperature must also have great 
influence, because the conductivity is in a high de- 
gree dependent upon the same. According to the . 
measurements of F. Kohlrausch, the conductivity 
of 20 per cent acid increases by about 1.5 per cent 
per degree rise in temperature. 
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Consequently the capacity must likewise increase 
very greatly with rising temperature, inasmuch 
as diffusion is also greatly accelerated at the same 
time. Fig. 21 gives discharge curves of a cell at 
j$ and 37 degrees.* 
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Fig. 21. 



The cell was discharged into a constant resistance, 
so that the given current-strengths are approxi- 
mately proportional to the pole-potential of the 
cell. Raising the temperature 22° increases the 
capacity by about 50 per .cent ; so the influence of 
temperature is in fact exceedingly great. The 
raising of the E.M.F. due to increase in temperature 
is, in the case of the density of acid usually em- 
ployed, so small that its influence on the capacity 
is negligible. 

' i 
* Taken from the measurements of Gladstone & Hibbert. 
Elektrotechn. Zeitschr. 1893, p. 436. 
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XIII. 

DEGREE OF EFFICIENCY AND WORKING 
EFFICIENCY. 

In the preceding chapter we considered the 
capacity of a storage battery with varying current 
taxation and external conditions, and the question 
as to the ratio of the amount of current and elec- 
trical work during discharge to the quantity of 
current or work required to charge, i.e., how high is 
the efficiency, still remains to be answered. 

Here it is necessary to distinguish between 
efficiency as to quantity of electricity and efficiency 
as to electrical work. The first is usually termed 
degree of efficiency ^ (** Wirkungsgrad")i and is ex- 
pressed by the quotient of the quantity of current, 
measured in ampere-hours, obtained during dis- 
charge, to the quantity of current passed in during 
charging. Indicating the degree of efficiency by 
G, the charge and discharge current-strength by 
// and /^ respectively, the time of charge and 
discharge by U and t^ respectively, then 

r let. 

^^m 

^Ampere-hour efficiency. 
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or, in case of the current varying with the time, 

pudt 

^^~ni — • 
/ I4t 

G is always less than i, but in practice, with any- 
thing like reasonable charging, a degree of efficiency 
of from 0.94 to 0.96 is obtained. The slight losses 
of current, amounting to from 4 to 6 per cent, come 
from self-discharge, and especially from the gas 
evolution, which is difficult entirely to avoid when 
charging with stronger currents. 

The degree of efficiency decreases only slightly 
with increasing acid density and strength of cur- 
rent, and not until we reach a very high current 
density is a noticeable fraction of the current con- 
sumed for gas formation. The extent of the same 
is essentially determined by the purity of the 
materials used in the construction of the accu- 
mulator ; by using acid contaminated with platinum 
salts the degree of efficiency can go down to 0.3 
and less. 

Of considerably greater importance in practice 
than the degree of efficiency is the working effi- 
ciency^ (**Nutzeffekt"), as it may be termed, which 
represents the ratio of the work gained in the outer 
circuit, to the electrical work required between 
the poles of the storage battery in charging it. 
Retaining the same symbols for current-strength 

* Watt-hour efficiency. 
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and time as above, and indicating the pole-potential 
of charge and discharge by Ki and K^, we get as 
the expression for the working efficiency 



A^^ 



Idt 

i ^ 9 

/ KiI4t 
Jo 

or if charge and discharge is carried out with con- 
stant and equal intensity, then 



fKdt 



The values of these integrals are represented by 
the surface, which charge and discharge curve 
enclose with the axis of abscissa and ordinate 
(see Fig. 7, p. 108) ; the ratio of these surfaces repre- 
sents the working efficiency, and the difference of 
the same, i.e., the portion of the surface included 
between the two curves, the loss of energy which 
accompanies the storage in the accumulator. 

The worldng efficiency is 0.75-0.85 (75-85 per 
cent), even though we recover during discharge, 
as we just saw, almost the entire amount of current 
put in during charging. That is, the energy loss 
is almost entirely caused by the difference between 
the charge and discharge potential, or in other 
words by the concentration polarization produced 
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at the electrodes. The loss of voltage as a result 
of the internal resistance is, thanks to the smallness 
of the latter (see Chap. XI), exceedingly slight, 
seldom amounting to more than 3 per cent with 
the usual acid and current density. 

The heat which appears in the cell as a result of 
the loss of work is not produced according to 
Joule's law, but is heat of dilution, resulting from 
the continual equalization of the acid layers of 
different concentration. 

The mixing of the acid of different concentra- 
tions comes about chiefly through diffusion, partly 
also through convection, and in small part, especially 
after interrupting the current, through concentra- 
tion currents of the kind described on p. 82. In 
order to get a conception of the influence which 
current strength and acid density have upon the 
loss of energy, we shall leave out diffusion and con- 
vection and consider the equalization of concen- 
tration as essentially brought about by local con- 
centration currents. Then the amount of work 
constuned by the accumulator current in producing 
and keeping up the concentration difference must 
be equal to the work which it is possible to gain 
ta maximum through the equalization by local 
currents. 

The energy loss e in the accumulatoi is there- 
fore to be taken equal to the quantity of heat 
produced by the concentration currents; herewith 
at once 

e^Prt volt-coulombs, 
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where i represents the sum of the current strengths, 
r the sum of the resistances, and t the time in 
seconds of all the concentration currents in the 
plates. The resistance r is made up of the resistance 
of the substance of the plates and the acid con 
tained in the pores. Since the former is so small 
as to be negligible compared with the latter, we 
can write 

where y is the resistance capacity of the pores of 
the plates and k the mean conductivity of the acid 
in the substance of the electrodes ; that is, 



iH 
e = ;'-r- volt-coulombs. 



Now • with an accumulator current of constant 
strength the E.M.F. is also constant, and there- 
fore the concentration difference in the plates must 
have a constant value; that means that through 
the local concentration currents the acid is replaced 
or carried away just as rapidly as it is consumed 
or formed by the accumulator current. Since 
the rate of equalization of the concentration differ- 
ence is proportional to i, but the rate of formation 
is proportional to the strength of the accumulator 
current /, and for a stationary condition the former 
must be equal to the latter, it follows that P is 
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proportional to P. If C represents the propor- 
tionality factor, then the energy loss becomes 

e = C^IH volt-coulombs. 

This equation expresses the dependency of the 
energy loss upon the mechanical structure (porosity) 
of the plates (through ;-), the conductivity of the 
acid within the plates, the current-strength, and 
the time. 

Since the acid within the plates is more concen- 
trated during charging and less concentrated during 
discharging than that without, we obtain a mini- 
mum for e during charging by employing acid 
somewhat more dilute than that of maximum 
conductivity, while during discharge we obtain 
the same by using acid more concentrated. There- 
fore with approximately equal charge and discharge 
current-strength the accumulator operates with 
maximum working efficiency when the same is 
filled with acid of greatest conductivity i.e., 30.4 
per cent H2SO4, density 1.224. 

That is, the conductivity of the electrolyte is 
the determining factor for the working efficiency 
as well as the capacity. In fact the investigations 
of Heim show that the maximum working efficiency 
very nearly coincides with that of the capacity, 
as can be seen from the working efficiency curve 
of Fig. 19, p. 169. It is true the maximum lies 
at 22 per cent acid (measured in charged condition), 
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but this displacement of the maximtun is very 
probably due to the longer interval between charge 
and discharge (see p. 170). According to the 
measurements of Earle as well as the investigations 
of Schenek the maximum working efficiency seems 
to lie quite accurately at 30 per cent acid (see Fig. 
20). 

This fact, that the conductivity of the acid is of 
such great influence upon the working capacity, 
also follows directly from the discussions on p. 171. 
It was there concluded that the lines of current 
can penetrate deeper in proportion to the con- 
ductivity of the acid. 

Therefore when using acid of greatest conduc- 
tivity the lines of current can spread themselves 
upon the maximum of surface, whereby the polari- 
zation becomes a minimum. The rapid rise of the 
working efficiency with the temperature and the 
falling off of the same upon the addition to the 
acid of poorly conducting substances, such as 
gelatinous silicic acid and the like, very easily 
find their explanation in the increase or decrease 
of the conductivity k. 

For example, measurements made upon different 
types of accumulators showed that the conduc- 
tivity of the accumulator acid is cut down to about 
one half by gelatinizing with silicic acid. According 
to our equation, then, the loss of energy in an accu- 
mulator with gelatinized acid ought to be twice as 
great as in one having pure acid. Measurements 
of Schoop, in his work entitled **Die Secondaerele- 
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mente," give as the difference between the charging 
and discharging work of an Oerlikon acciimulator 
51.04 watt-hours when using gelatinized acid, i.e., 
just about twice as great. Computing 1% we 
get 4134 in the former case and 4017 in the latter. 
According to the above equation, then, the energy 
loss of the accumulator with gelatinized acid must 
be 2-JfJI =1-95 times greater than with pure acid, 
whereas the measurement gave 1.98. 

In order to get an exact expression for the rela- 
tion between energy loss and strength of the accu- 
mulator current, it would be necessary to introduce 
into the computation the shrinkage of the pores 
of the plates during passage of the current, similar 
to the method for getting the influence of current- 
strength upon capacity (p. 161). At .present 
sufficiently accurate measurements are wanting 
in order to be able to test such an equation, so 
we refrain from deriving the same. 

As a rough approximation for the purpose of a 

check calculation we can consider -r as independent 
of / and write the loss of work 

€ = C/'^(C= const.). 

If we chose the constant C so as to include that 
loss of energy, likewise proportional to 1% due 
to Joule's heat, then the above equation gives the 
entire loss occurring in the accumulator, with the 
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exception of the very slight loss caused by self- 
discharge and gas evolution. 

We can then with fair approximation consider 
the loss of work as proportional to the square of the 
current-strength; that is, it behaves as though 
caused by a large internal resistance. A test of 
this relation is contained in Table XVIII; the 
same gives meastirements upon a Tudor and a 
Correns battery. The former were carried out by 
Bemer, Conz, Peukert, and Voller, and the latter 
by Germershausen, Heim, W. Kohlrausch, and 
Seifert. Column 5 contains the values of C de- 
rived from the energy loss by means of the above 
equation. In the computation three measurements 
succeeding each other, in which / did not vary too 
much, were used. In the case of both batteries 
the values of C are as constant as can possibly be 
expected of that kind of a technical measurement, 
in spite of /- varying by as much as four times. 
The greater deviation of the second value of the 
Correns battery is undoubtedly to be attributed to 
some disturbance during the measurement, as the 
abnormally high working efficiency of 91 per cent 
also goes to show. 

In order to give some idea as to how far such a 
constant permits the determination of the variation 
of the working efficiency with the strength of 
current, there are given in the last column of Table 
XVIII the working efficiencies for discharge, 
calculated from the mean values of C (for Tudor 
battery 0.0017, for Correns battery 0.00085) ^^d 
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the work of charging, and alongside of these those 
measured. 

Table XVIII. 





Duration 

in 

Hours. 


Mean 

Current 

Strength, 

Amperes. 


Watt- 
hotirs. 


C 


Worlring 

Efficiency of 

Discharge. 






Meas- 
ured. 


Calcu- 
lated. 


Charge 

Discharge . 
Charge 

Charge 

Discharge . 
Charge 

Discharge . 

Charge 

Discharge . 


5-4 
4.5 
5.5 

4.37 
3.45 
3.83 

2.0 

2.38 

2.0 


134.3 
152.7 
139.6 

175 
195 
179.3 

3" 
292 
302 


1670 
1320 
1800 

1830 
1280 
1600 

1130 
1720 
mo 


|>o.ooi9 

[•0.0017 

0.0015 


0.76 

0.75 
0.65 


0.79 

0.75 
0.61 


J 

1 


Charge 

Discharge . 
Charge 

Charge 

Discharge . 
Charge 

Charge 

Discharge . 
Charge 


6.30 
6.03 
6.00 

4.78 
4.60 

4.90 

2.63 
2.70 
2.43 


157 

154.7 

155 

178.8 
196.7 
183.4 

309 

316.5 

318.0 


2170 
1850 
2060 

1910 
1780 
1990 

1570 

1950 
1500 


0.0009 

•0.0005 

0.0008 


0.87 
0.91 
0.78 


0.88 
0.86 
0.77 


1 

CO 

a 



It is worth calling special attention to that it is 
the good metallic conducting property of lead 
sponge and peroxide that makes it possible for 
the lines of current to spread over a very large 
surface and therefore permits the taking of strong 
currents from the accumulator. In fact only 
such of the galvanic elements with solid, difl&cultly 
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soluble depolarizers can be used with strong cur- 
rents, in which these depolarizers are metallic con- 
ducting bodies. For that reason the Cupron and 
Le Clanch6 elements, constructed respectively with 
conducting copper oxide and manganese dioxide, 
can be taxed with a much higher current density 
without polarizing than those elements (Clark 
calomel element) constructed with non-conducting 
mercury salts, even though mercurous sulphate 
and mercurous chloride are probably consider- 
ably more soluble than manganese dioxide and 
copper oxide. Hence in the construction of every 
technically serviceable element which contains 
solid, difficultly soluble active substances, it is 
essential that these substances possess metallic 
conductivity. 
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XIV. 

CHANGES IN THE CELL DURING 
FORMATION. 

The behavior of the accumulator during charging 
and discharging, described in Chapter VIII, per- 
tained to the same in condition for service. There 
are therefore still remaining to be treated the 
changes in the cell during formation. Here we 
must distinguish between the so-called Plant6 
formation, in which the active mass is formed 
out of the lead carrier itself, and the formation after 
Faure, in which lead sponge and peroxide are 
farmed from lead compoimds placed upon the lead 
carriers. We shall first consider the latter mode of 
formation. 

(a) Formation of Faure Accumulators, — ^As is 
well known, Faure plates are made by mixing lead 
oxide to a paste with dilute sulphuric acid (or 
possibly with solutions of sodium bisulphate or 
magnesium sulphate) and placing it upon leaden 
grids or corrugated leaden plates. In the course 
of several hours the sulphuric acid imites with the 
lead oxide to basic sulphate, whereby the mass 

185^ 
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hardens (sets). The hardened paste consists then 
of a mixture of basic and neutral lead sulphate 
and unchanged lead oxide. 

If, in place of litharge, red lead or a mixture 
of the two oxides was used, the paste contains 
lead peroxide in addition, which was formed accord- 
ing to the equation 

Pb A + 2H,S04 = PbO, + 2 PbSO^ + 2H3O. 

In case of employing glycerine sulphuric acid, 
lead glycerate would also be found in the paste. 

For the purpose of changing the lead sulphate 
into peroxide and lead sponge, the plates are intro- 
duced into a bath of dilute acid or a solution of 
acid sodium sulphate, bitter salts, or the like, and 
subjected to the action of the current. 

We now want to try to find the most favorable 
conditions for this conversion, and, in particular, 
first for the lead-sponge electrode. Here we are 
concerned with separating the lead ions from the 
solution of sulphate which the paste gives. Ex- 
perience has shown that the electrolytic reduc- 
tion with stronger currents gives a large quantity 
of free hydrogen, i.e., a part of the current is 
employed without purpose for water electrolysis. 

This fact is explained as follows: At the beginning 
of the electrolysis we have a saturated lead sul- 
phate solution in close proximity to the conducting 
leaden carrier where the electrolysis takes place. 
As a result of the great over-voltage to which the 
evolution of hydrogen on lead is subject (see p. 17), 
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we at first have only a separation of lead and no 
hydrogen.' 

The potential prevailing at the electrode accord- 
ing to the osmotic theory is given by the expression 
(p. 49) 

LPbJ 

in which Cp is the solution pressure of lead sponge 

for lead ions and LPb J the concentration of the lead 
ions in the sulphate solution. Electrolyzing with 
stronger currents, the lead ions in the vicinity of 
the conductor are electrolyzed out more rapidly 
than they can be replaced by diffusion from the 
sulphate mass, because the coarse-grained sulphate 
of the paste only slowly dissolves. The result is 
that the concentration of the lead ions decreases, 
and therefore the potential e^, according to the above 
equation, increases. This increasing of the cathodic 
potential will continue until e^ has attained the 
value which is necessary for the separation of 
hydrogen on a lead surface.* From this moment 
on, along with lead ions, hydrogen ions will be 
liberated, and in addition to the above equation 
we have 

lhJ 



* According to page 135 this potential measured against 
an hydrogen electrode is equal to 0.64 volt. 
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in which Ch is the solution pressure of hydrogen on 
a lead surface, ^ on which hydrogen is being evolved, 

and LhJ the concentration of the hydrogen ions 
in the electrolyte. 

Of course in case both lead and hydrogen are 
liberated ep = e'p. If we wish to effect that along 
with lead only a minimum of hydrogen is set free, 
we must see to it that e^ is greater than e^, i.e., 

we must seek to make the value of LhJ as small 

and the value of LPbJas great as possible. The 
first condition is easily fulfilled, by using as elec- 
trolyte, instead of dilute sulphuric acid, the solution 

of a neutral sulphate which contains very few 
+ 
H ions. As a matter of fact, experience has long 

since demonstrated that the formation proceeds more 
rapidly in neutral solution than in dilute acid. 
Suitable electrolytes are solutions of sulphates of 
sodium, potassium, magnesium, aluminium, and the 
like. The use of alkali sulphates is, however, less 
suitable, since electrolysis forms free alkali at the 
cathode, which converts the sulphate into hydrox- 
ide, which hydroxide in turn partly dissolves and 
so loosens up the paste. The employment of solu- 
tions of magnesium sulphate (bitter salt) or alu- 
minium sulphate, whose electrolysis gives gelati- 
nous hydroxides at the cathode, which are entirely 

* This is in consequence of the retardation of the hydrogen 
evolution on a leaden surface (excess voltage 17) consider- 
ably greater than on a platinum surface. 
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harmless and neutralize the acid set free during 
formation, is much more satisfactory: The theory 
gives directly, as the most favorable electrol)rte 
solutions, those which have long been recognized in 
actual practice as best serving the purpose. 

The second possibility in the direction of acceler- 
ating the formation, that of increasing the concen- 
tration of the LPbJ ions, cannot be realized in the 

presence of sulphates (SO4 ions/ . The removal 

+ + ^ 
of Pb ions by the electrolysis can only be counter- 
acted by increasing the solubility of the lead sul- 
phate. This can easily be done by the addition 
of an ion which forms with lead ions a weakly dis- 
sociated salt. 

An ion of this kind is, for example, the ion of 

acetic acid (CHjCO.O). Upon adding sodium 

acetate to a lead sulphate solution, the acetic 

+ + 
ions continue to add Pb ions, until the undissociated 

lead acetate formed is in dissociation equilibrium 
with the lead ions. 

It is true by such an addition the solution is not 
enriched with lead ions, but rather to a considerable 
extent with lead salt, which constitutes a reservoir 
for lead ions, in that it replaces these by dissociation 
as soon as their concentration is diminished by elec- 
trolysis. Experiment shows that the formation 
is very much hastened by the addition of sodium 
acetate. All ions of weak acids forming a soluble 
lead salt act in a similar way. Unfortunately 
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there is this hindrance to its application in prac- 
tice, namely, that the last traces of the substance 
added can only be removed with difficulty from the 
finished plate, and incomplete removal easily gives 
rise to etching of the lead and other disturbances. 

We shall now turn our attention to the formation 
of the positive electrode. Here we are concerned 
with choosing conditions which are most favor- 
able to the separation of the peroxide ions and 
at the same time keep the liberation of oxygen 
down to a minimum. It is most effective to in- 
crease as much as possible the extremely slight 

concentration of the PbOj ions. According to 
equation (ii), p. 46, the concentration of the per- 
oxide ions is given from that of the lead ions and 
hydrogen ions by 



[Pbb J ^ 



const. 



[pb] 



In order to make the value of LPbO^J large, we 

must in this case also choose the acid concentration 

small, which means using a neutral solution of 

magnesiimi or alimiinium sulphate. The influence 

of the acid concentration is much greater here 

than in the case of the separation of lead sponge, 

since the concentration of the peroxide ions in- 

+ 
creases inversely as the fourth power of the H ions. 

It goes without saying that the use of neutral 

solutions in the formation of Faure plates has 
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an object only when the acid liberated during 
formation is continually neutralized, which is 
best accomplished by suspended magnesium or 
aluminium hydroxide. 

Of greater practical significance than the economi- 
cal use of current are the structure and other 
properties of the lead sponge formed; as to this, 
however, we can at present obtain insight only 
by means of laborious experiments, for theoretical 
points of view are entirely lacking. 

(6) PlanU Formation, — We shall take up next 
the changes which take place on the electrode 
during the formation after Plants. As is well 
known, this mode of formation consists in con- 
verting the surface of bright lead plates, by elec- 
trolysis in dilute sulphuric acid, into peroxide 
on the one hand and into spongy lead on the other. 
Plant6 himself gave the following directions for 
his process: **0n the first day allow the current of 
two bunsens to pass through the spiral in oppo- 
site directions from six to eight times; at the 
same time allow the time of charging to increase 
from a quarter of an hour to one hour. After each 
charging discharge the element. Finally, permit 
the element to stand until the next day, charged 
in a definite direction. Continue this operation 
on the same, continually increasing the duration 
of charging and the duration of standing." As 
soon as the element has reached, by such continued 
treatment, the maximum of capacity, then the 
charging cvirrent must not pass through the same 
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in different directions, but charging and discharging 
mtist always take place each in its own constant 
direction. Then the following applies: '' There 
is in the beginning of the charging no evolution of 
gas ; when this does set in, it is an indication that 
the charging is completed/' 

The necessity of a repeated reversal of the cur- 
rent direction is easily apparent, as the lead can 
be attacked and loosened up only when it is ex- 
posed to the action of the current as anode ; there- 
fore in case both electrodes are to be formed the 
direction of the current must be changed off and on. 
At first glance, however, the reason for the pre- 
scribed standing of the cell in the charged condition 
is not so evident. 

This obscure action of rest is explained by the 
investigations of Gladstone and Tribe, who showed 
that during rest the peroxide, especially when the 
same is in thin layers, acts upon the underlying 
lead, by forming short-circuited small local ele- 
ments, in which both lead and peroxide are changed 
into sulphate (equation i). Thereupon a charg- 
ing current finds a considerable quantity of sulphate 
and can form more peroxide than was possible at 
the previous charging. Discharging has a similar 
favorable effect upon the action of the current, 
in that through it the lead is freed from the pro- 
tecting peroxide covering, thus offering fresh sur- 
faces of lead to be acted upon. It is evidently 
for this reason that one electrolysis is not suffi- 
cient, because the lead at once is covered with a 
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protecting, conducting layer of peroxide, whereby 
the further action of the current is checked. 

The only way to carry out the formation with 
a smaller amount of electrical energy and in a 
shorter time is to seek for means to prevent the 
separation of peroxide ions. This object can be 
attained in two ways: either by using a voltage 
so small that it is not sufficient to precipitate the 
peroxide ions from the electrolyte, or by adding 
to the acid electrolytes (salts or acids) whose 
anions can be separated out more readily (at a 
lower voltage) than the peroxide ion. 

The first way is by guarding against the formation 
voltage being greater than 2 volts (i.e., greater than 
the E.M.F. of the accumulator for the particular 
density of acid).* The simplest and surest way 
of accomplishing this is by suspending the lead 
plate to be formed in dilute acid in short circuit 
with a charged positive accu nulator electrode, 

The energy set free at the accunulator electrode 
during the conversion of peroxide into sulphate 
is just insufficient, in view of the losses of potential 
always present, to reconvert sulphate into per- 
oxide at the lead plate, so that lead is only changed 
into sulphate, which, since it is not a metallic 
conductor, cannot serve as a protection to the 
underlying lead; the formation takes place, how- 
ever, in consequence of this arrangement, at the 
highest permissible voltage and current-strength. 

>D. R. P. No. 9166 of Ch. PoUak, Frankfort. 
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By warming the electrolyte to from 40° to 60° C, 
thereby providing for the most rapid diffusion of 
the acid through the sulphate layer, one can succeed 
in producing a sulphate layer equivalent to the 
quantity of current passing through the cell, which 
can be converted into peroxide or lead sponge by 
one charging with an increased voltage. 

Forr ition takes place in this case, as I have con- 
vinced myself by experiments, exactly according 
to Faraday's law, and is therefore extremely 
reasonable; in addition this method has the ad- 
vantage over those to be discussed presently in 
that the plates are not contaminated by any kind 
of detrimental substances. In this way sheet lead 
0.3 mm. thick can be completely formed, through 
and through, in thirty-six hours. 

The second way to effect an accelerated forma- 
tion depends, as has been said, upon adding to the 
acid, anions which are separated out at a lower 
voltage than peroxide ions, and therefore prevent 
the precipitation of the latter. 

All known methods of hastening Plant6 forma- 
tion which depend upon additions to the acid 
are based upon this general principle. Such anions 
are naturally furnished by all substances which 
are capable of reducing lead peroxide, as acetic acid 
and acetates, tartaric acid and tartrates, oxalic 
acid, sulphurous acid and its salts, and the like. 

Easily separated anions are given, for example, 
by all chlorides, nitrates, chlorates, perchlorates, 
and their respective acids. 
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All these substances, whose number might be 
considerably extended, have the effect of preventing 
the separation of peroxide, so that only sulphate 
is formed, which, as already mentioned, cannot 
check the progress of the formation. 

In fact, through the substances named, a con- 
siderable acceleration of formation with more or 
less good results can be achieved. Unfortunately, 
however, these means have the serious drawback 
that the last traces of salt can be removed only 
with great difficulty from the finished plates, and 
slight quantities of salt left very considerably re- 
duce the life of the plates. 

The use of perchloric acid^ or sulphurous acid 
seems to be least harmful, or possibly is entirely 
without any detrimental consequences. 

* D. R. P. No. 90446 of L. Locas in Hagen. 
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XV. 
METHODS OF MEASUREMENT.* 

The best proof for theoretical conclusions is 
their numerical comparison with exact measure- 
ments. For that reason, in the investigations 
presented, especial emphasis has been placed upon 
confirmation by the results of measurements, and 
the latter have been given in detail. In order, 
however, not to disturb the theoretical continuity, 
the treatment of the methods of measurement 
were omitted; on accotmt of the importance which 
they possess for scientific investigations upon 
accumulators, they will in conclusion be discussed 
connectedly. 

The thorough testing of a storage-battery re- 
quires determinations of the E.M.F. and pole-poten- 
tial, the capacity and working efficiency, as well 
as measurements of the internal resistance of the 
entire storage cell and the separate electrodes, 
under the most varied conditions of withdrawal 

* As to detailed directions for carrying out electrical meas- 
urements tiie reader is referred to the classical work, Leitfaden 
der praktischen Physik, by F. Kohlrausch. 
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of current, temperature, concentration of the elec- 
trolyte, and the like. 

(a) Measurement of Electromotive Force and Pole- 
potential. — The measurement of the E.M.F. and 
the pole-potential of a storage-battery is best 
accomplished by connecting with it a precision 
voltmeter, of the excellent quality furnished by 
the Weston Company, Siemens & Halske (Berlin), 
Hartmann & Braun (Frankfurt a. M.), Kaiser & 
Schmidt (Berlin). Since the accumulator polarizes 
when stronger currents are withdrawn and the 
loss of potential through the internal resistance 
can become appreciable, it is necessary for more 
accurate measurements to employ instruments 
with large resistance (over 100 ohms). 

The accuracy of the measurements with such pre- 
cision voltmetrs seldom exceeds several thou- 
sandths volt. 

A somewhat greater accuracy (to within one-thou- 
sandth volt) is obtained with a Siemens torsion 
galvanometer, which, however, is less convenient 
and is subject to disturbance by outer magnetic 
influences. If a still greater accuracy is desired 
or if we have to examine a very small cell with a 
large internal resistance, the measurement can 
be made only with a calibrated mirror galvanometer 
or according to a compensation method. For 
this purpose any good mirror galvanometer is 
suitable. Those with fixed coil and movable magnet 
have the advantage of more exact deflections ; those 
with fixed magnet and movable coil (galvanometer 
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after Deprez-d'Arsonval) have the good quality 
of being non-sensitive to external magnetic dis- 
turbances. 

In series with the galvanometer are placed a 
commutator and a resistance of '* Konstantan" 
wire, which latter is to be so regulated that 2 volts 
give a commutated deflection of about 250 mm. 
in the reading telescope. In the usual forms of the 
mirror galvanometer the resistance is from 10* to 
10* ohms. To make the measurement, compare the 
deflection given by the E.M.F. to be determined 
with that of the known E.M.F. of a normal element 
(Clark or. Weston cell). Indicating the E.M.F. 
of the normal element with £„, that of the element 
to be measured with Ex, the galvanometer deflec- 
tion with a„ and a^ respectively, then 

On 

This equation is based upon the assumption 
that the internal resistances of the elements are 
so small as to be negligible against the resistance 
of the external circuit — a condition that is always 
fulfilled -with accumulators; with normal elements, 
however, it is very frequently not, because in these 
resistances of several thousand ohms and more 
easily arise, due to the formation of dense crystal 
crusts. In this case one can eliminate the influence 
of the internal resistance by not determining the 
deflection of the single elements, but by inserting 
both cells in the circuit at the same time, once 
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in series and once opposed to each other. If the 
deflection is a^ when the cells are in series and a^ 
when opposed, then 



Ex=En 



(I2— «! 



The most accurate and least faulty measurements 
of electromotive forces are those by Poggendorff's 
compensation method. Two small accumulators 




A, having a capacity of several ampere-hours, are 
connected through an ordinary resistance-box of 
1 1000 ohms. The compensation circuit, which 
includes the element to be measured and a galva- 
nometer or capillary electrometer as zero instru- 
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merit, is so arranged that one terminal is inserted 
back of the resistance 4000 ohms and the other at 
the opposite end of the resistance-box, as shown 
in Fig. 22. The measurement is made by drawing 
resistance-plugs imtil the deflection in the galva- 
nometer disappears. If with the insertion of the 
normal element it requires a resistance of i?„ ohms 
to produce zero deflection and Rx ohms with the 
insertion of the element to be measured, then 

RxUooo + Rn) 
^*"^»i?n(40oo + i?.)- 

The compensation method has the advantage 
ov^r the others that the element can be tested 
in an almost non-current flowing condition and 
the internal resistance is without influence. This 
method is to be looked upon as the most perfect 
of those mentioned, and is therefore at present 
almost exclusively employed in measurements of 
precision; most of the measurements contained 
in the previous chapters were made by means of it. 

A good method to determine the E.M.F. of a cell 
while a current is flowing has not as yet been devised. 
The attempt has been made to make measurements 
by interrupting the accumulator current and at the 
same time connecting the cell with a delicate 
measuring instrument, with the aid of a key or 
vibrating timing-fork or the like. The results 
obtained are, however, dependent upon the time 
which elapses between the opening of the circuit 
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and the adjustment of the instniment, so that 
they possess no signijficance. The only possibility 
of getting at the E.M.F. while a current is flowing 
is by determining by one of the subsequent methods 
the internal resistance with closed circuit, calculating 
from it the loss of potential {IR) in the cell and 
then by equations (48) and (49) (p. 106) the E.M.F. 

The methods given permit the determination of 
the E.M.F. or pole-potential of the entire accu- 
mulator with any degree of accuracy ; however, 
in a thorough testing of a storage-cell it is also 
necessary to measure the potential or variation 
in potential of each separate electrode. In order 
to do this we must introduce into the accumulator 
a third ** auxiliary electrode " (measuring electrode) 
and determine the potential of the individual elec- 
trodes against it. 

(6) Measuring Electrodes. — For less accurate meas- 
tu-ements, as, for example, in determining the 
capacity of the separate electrodes of a storage- 
cell, an amalgamated zinc rod, about 10 cm. long 
and I cm. in diameter, constitutes a very suitable 
auxiliary electrode. The zinc rod is to be con- 
nected with one binding-post of the measuring 
instrument and dipped into the acid; the other 
' binding-post of the instrtmient is to be attached 
to the electrode to be measured. In place of zinc 
one can take amalgamated cadmium, which . is 
more slowly attacked by the acid and therefore 
gives somewhat more constant potentials. With 
acid of the usual density the voltage of", zino— lead 
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peroxide is about 2.41 volts, zinc — lead sponge about 
0.40 volt, cadmium — lead peroxide about 2.17 volts, 
and cadmium — lead sponge about 0.16 volt. 

The potential of the zinc and cadmiimi electrodes 
in dilute acid is certain only to within several 
hundredths volt, in consequence of the accidental 
and varying concentration of zinc and cadmium 
sulphate respectively, in immediate proximity to 
the electrode ; for most technical measurements this 
accuracy is quite sufficient. The chief advantage 
of these auxiliary electrodes consists in the great 
ease with which they are made, their handiness, 
and the circtmistance that through simple inspec- 
tion one can at any time convince himself of their 
good condition. For precision measurements such 
electrodes are imsuitable on account of their in- 
constancy; for these, constant electrodes must be 
employed, i.e., electrodes which are reversible as re- 
gards one of the ions \H or SOj contained in sul- 
phuric acid. 

Electrodes reversible as to SO4 ions are given by 
all metals which form very difficultly soluble sul- 
phates, for instance lead and mercury, while only 

the hydrogen electrode is reversible as to the second 

+ 
ion of sulphuric acid, the H ion. It is simplest, 

therefore, In an accurate investigation to use a 

small, well-charged, positive or negative accimiu- 

lator electrode, suspended in the cell in such <a way 

that the fewest possible ctirrent lines strike it. 

Such acctmiulator electrodes ate splendidly adapted 
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to potential measiirements in sulphuric acid solu- 
tions. They are exceedingly constant and have 
the great advantage over the following ones that 
they will endure a relatively strong withdrawal 
of current and can therefore be used with a pre- 
cision voltmeter. 

The electrodes mentioned are excelled in constancy 
and reliability by the combination mercury — ^mer- 
curous sulphate. It is, however, much more easily 
polarized and hence can only be 
used in galvanometric methods. 

For measurements upon ac- 
cumulators it is best to employ 
the same in the form of a dip 
electrode. 

A glass vessel of the form 
given in Fig. 23 (one-third 
natural size), resembling a to- 
bacco-pipe, has the widened 
portion jfiUed to one third its 
height with purest mercury; 
placed upon the mercury we 
have a layer of about i cm. 
thickness, of purest mercurous 
sulphate, which had been stirred 
up to a thin paste with accu- 
mulator acid. The remaining 
space is entirely filled with acid. 
Connection is made with the mercury by means of 
a platinum wire passing through the capillary tube 
(i mm. thread). The electrode can be suspended. 




Fig. 33. 
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directly in any accumulator. A detrimental con- 
tamination of the accumulator acid by mercury 
salts is not to be feared in view of the slight 
solubility of mercurous sulphate; and besides small 
quantities of mercury salts would not be injurious 
to the acctimulator (see p. 136). 

The potential difference of this electrode with 
acid of the usual density is about 1.05 volts against 
lead peroxide and 0.96 volt against lead sponge. 

In conclusion there is to be mentioned a fifth 
kind of electrode, which is frequently employed 
to advantage in scientific investigations, on account 
of its simple theoretical treatment. It is the 
hydrogen electrode devised by Grove. This con- 
sists essentially of a well-platinized (coated with 
platintim-black) platinum-foil, dipped into dilute 
sulphuric acid, and over which bubbles of hydrogen 
are passing. 

The electrode behaves as though it consisted 
of a metaUic conducting modification of hydrogen, 
i.e., it. is reversible with respect to hydrogen 
ions. A form suitable for accumulator measure- 
ments is shown in Fig 24, about one half natural 
size. Hydrogen, prepared from pure zinc and 
sulphuric acid, is conducted in through the tube- 
r, and glides in bubbles over the cylindrical, 
platinized platinum-foil p, to escape through the 
narrowly drawn out tube ^j. The object of the 
cylindrical, hollow glass vessel v is to reduce the 
amoimt of acid to be s^^turated with gas to the 
smallest amount, and to bring' the gas-bubbles 



Digitized 



by Google 



METHODS OF MEASUREMENT. 



205 



into intimate contact with the platinum-foil. It 
is also well to have the platinum-foil projecting 
somewhat into the gas space. Connection with 
the accumulator is brought about through the 

/ 




siphon fg. The electrode assumes the correct 
potential, recognized by its constancy, after slowly 
bubbling hydrogen through it for about three hours. 
During this time the glass cock in the siphon is 
kept closed, so as to prevent a diffusion of hydrogen 
into the accumulator. It is opened only during 
the short time of the measurement. For. the 
measurement ..with, this electrode only the com- 
pensation method is to be used, :. . : ' ' '■ % :* • • 
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(c) Measurement of Capacity and Working Effi- 
ciency. — It is simplest to carry out the determina- 
tion of both capacity and working efficiency at the 
same time. For this purpose the cell, discharged 
to its normal limit, i.e., until the potential has 
fallen off lo per cent, is charged with a constant 
source of current (best a larger battery), having 
inserted a regulating resistance and an ammeter, 
and the pole-potential measured at short intervals. 
Any good precision voltmeter or torsion galva- 
nometer is a suitable measuring instrument. To 
avoid errors through transition resistances, the 
same must be directly attached to the poles of the 
cell by means of special connectors. There is no 
object in adopting the more sensitive galvanometric 
methods for the measurement of voltage, except 
in the case of very small cells having a capacity 
of several ampere-minutes, because two capacity 
determinations on the same cell imder apparently 
the same conditions never agree nearer than 
within I to 2 per cent. The results of the measure- 
ments are plotted on millimeter paper as shown 
in Fig. 7 (p. io8). When the voltage has reached 
the highest value (D in Fig. 7), the charging is 
interrupted and the cell is discharged in like manner 
through the adjustable resistance, imtil the pole- 
potential has fallen off by 10 per cent of its original 
value (F in Fig. 7). 

The readings of the voltage at the beginning and 
end of the charging and discharging, where the 
pol^potential changes rapidly, must be made at 
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intervals of several minutes; during the linear 
course of the voltage, however, a few readings are 
sufficient. 

If the cell has previously been strongly dis- 
charged or has stood unused for a long time, con- 
stant capacities are not obtained until the same 
has been charged and discharged a number of 
times. 

Hence the safest way is to charge and discharge 
the cell several times with the particular current- 
strength before each capacity test. 

The product of the duration of discharge measured 
in hours and the intensity of discharge gives the 
capacity of the cell ; the ratio of the areas included, 
on the one hand, between discharge curve and 
coordinate axes, and, on the other hand, between 
charging curve and axes, gives the working effi- 
ciency (see pp. 153 and 175). 

The areas can be determined either by means 
of a planimeter or by counting the square milli- 
meters. To decide which of the two electrodes 
is responsible for a too small capacity or too 
small working efficiency, it is necessary to measure 
the voltage variation of the individual electrodes, 
during discharge, against an auxiliary electrode. 

The most suitable auxiliary electrode in these 
measurements is either a small peroxide or lead- 
sponge electrode in open circuit. The defective 
electrode is recognized by the too early falling off 
of the voltage. Such determinations of the indi- 
vidual capacity of the negative and positive plates 
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should be made in every accumulator test. Deter- 
minations of capacity and working efficiency should 
always be accompanied by the temperature, acid 
density, and acid volume, since the results obtained 
are very greatly influenced by these magnitudes. 

(d) Measurement of the Internal Resistance, — ^As 
is evident, the internal resistance of an accimiu- 
lator in open circuit can in principle be measured 
by the same methods as that of any galvanic ele- 
ment; since, however, the resistance of even the 
smallest cells used amounts to only a few hundredths 
or thousandths ohm, the transition resistances at 
the binding-posts make themselves very much felt 
and cause most of the methods to give inaccurate 
results. 

The only reliable method is the one of F. Kohl- 
rausch, with alternating current and telephone, 
using at the same time the bridge arrangement of 
Matthiesen and Hockin, which makes it possible 
to eliminate the resistances at the connections. 
By adding the further modification of introducing 
a condenser into the arm of the bridge, in series 
with the telephone, we gain the advantage of re- 
quiring only two cells for the measurement, instead 
of three, and that the resistances of the individual 
cells can be individually determined. Fig. 25 shows 
the scheme of arrangement. AB represents a 
constantane^ wire (measuring- wire), about i meter 
long and i to 2 mm. thick, stretched on a scale, on 

^ German Konstantan. 
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which is arranged a sliding contact K\ / is a small 
inductorium ^ serving to furnish the alternating 
current, R^ a known resistance of o.oi to o.i ohm, 
and C a condenser of about o. i microfarad capacity. 
The cells to be measured are indicated by Rx and 
/?2- To keep these from discharging themselvei 




/' B 



Fig. 25. 
through the bridge, we must always use two, ar- 
ranged to oppose each other, having equal electro- 
motive forces (i.e., having acids of the same strength' . 
The measurement is made by first connecting 
the bridge to the cell at a by means of a special 
connector directly attached to the electrode, and 
thereupon moving the slide contact until we have 
a minimum of sound in the telephone, which is, 
say, at a'. Then the bridge is attached in a similar 
way at the points 6, c, J, e, /, giving the slide con- 

* The secondary coil as well as the telephone must be wound 
with 0.5 to I mm. diameter copper wire, since the bridge has 
a low resistance. 
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tact positions 6', c/, d', e', f\ The condenser keeps 
the cells from discharging themselves through the 
bridge. The points a, b, c, d, e, and / have relatively 
ilie same potential as a', 6', (f, d\ e', and /'. Con- 
ij^uently the potential difference between these 
)3ints is the same and the ratios of the resist- 
j.nces are R^:R^^a'b' :e'f and R^:R^==c'd':e'f', 
and are also as the corresponding lengths of the 
:neasuring-wire. That is, we get the resistances 
jf the separate cells direct, expressed in imits of the 
.neasuring resistance R^. 

This method enables one to measure resistances 
f cells in open circuit, from o.ooi ohm down, to 
within several per cent. It does not, however, 
allow the measurement to be made at the same 
time that the current is flowing. This is a decided 
drawback, because the variation of the resistance 
ii consequence of the chemical changes in the cell 
is of special practical and theoretical interest. 
3uitable methods for such investigations have been 
Je^dsed by Boccali,^ Uppenborn,^ Froehlich," Nemst 
ind Haagn.^ 

Boccali, as shown in Fig. 26, uses the bridge 

"rangement of Mattheisen and Hockin for measur- 

2 the resistance during charging; i?i indicates 

le accumulator, R^ a known resistance of several 

' "^Vktrotechn. Zeitschr. 1891, p. 51. 
fbid., p. 157. 
lutd., p. 370. 

"citschr. f. Elektrochem. Ill, p. 421^ 1897, and Zeitschr. 
. ijhysik Chem., Vol. XXIII, Heft I, 1897. 
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thousandths ohm, and AB s. measuring- wire of con- 
stantane, i meter long and 0.5 mm. in diameter. 
M is the dynamo furnishing the charging current, 
and W an adjustable resistance. The charging 
current can be measured by the ammeter A, The 
regular fluctuations of the dynamo current, pro- 
duced by the armature coils entering the magnetic 




field, serve in place of the alternating current 
for making the measurements. 

The telephone is successively attached at the 
points a, 6, and /, and the resistance calculated 
from the positions of the sliding contact, as directed 
in the case of Fig. 25. If the test is to be made 
during discharge, the bridge wire is selected of such 
a strength that it can bear the current of the entire 
accumulator. In place of the dynamo M, an auto- 
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matic current-interrupter with series resistance is 
introduced. The fluctuations of the main current, 
produced by the interruptions in the ghunt, are 
amply sufficient for the adjustment of the sound 
minimum. The resistance of the shimt must be 
considerably greater than that of the wire. To 
judge from the statements and measurements of 
Boccali, the method seems to give good results 
with resistances even as low as cooi ohm. 

Uppenbom's method (1. c.) for determining the 
internal resistance of galvanic elements and accu- 
mulators in closed circuit is also a modification 
of Kohlrausch's bridge method. The measurement 
requires four (Fig. 27) as nearly as possible equal 
cells (i?i, Rij -Rs, Ri), which are arranged in series 
by twos and then the two groups connected opposing 
each other. In this way a potential difference 
between the points c and d is avoided and the cells 
cannot discharge themselves into the bridge. 

Current can be conducted into or taken out of 
the cells at the points ab without in the least 
disturbing the resistance measurements. The re- 
mainder of the arrangement is in every respect 
like the ordinary telephone bridge and can be 
easily understood from the accompanying figure. 
The method undoubtedly gives good results with 
small cells in which the transition resistances at 
the connections play no' part. 

It is to be noted, however, that the resistance 
obtained is the mean value for the four elements, 
and that upon using stronger currents the individual 
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cells easily polarize diflferently, whereby potential 
differences arise between c and rf, and the cells 
can partly discharge into the bridge. 

The method * devised by Nemst and worked 
out by Haagn, in which condensers are introduced 
into the bridge arrangement, is free from these 




Fig. 27. 

difficulties, and has to be regarded as the most 
perfect. As is well known, the ratio of the re- 
sistances in two arms, of a bridge enables one to 
determine the ratio of two condensers inserted in 
the other two arms; conversely, if the ratio of the 
condensers is known, then that of the resistances can 

; *Zeitschr. f. physikal. Chem. 14, p. 623. 1894. 
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be calctilated. By substituting condensers [C^ and 
Cj) for the resistances of two arms of the bridge (see 
Fig. 28) we gain the advantage of being able to 
insert a single cell (i?i), for the reason that the con- 
densers behave like an insulator toward the direct 
current, thereby preventing a discharge through 
the bridge. To keep a current from flowing through 
the inductorium (/), a condenser (C3) is also intro- 
duced into this portion of the circuit. 

The adjustment of the sound minimum is effected 
by varying the wire resistance in the fourth arm 
of the bridge (measuring- wire AB). As a wire 
it is most suitable to employ one of constantane, 



Bm 




Fig. 28. 



from 0.5 to 2 mm. in diameter, according to the 
resistance to be measured, stretched on a measuring 
rule, and having as a sliding contact a copper cup 
filled with mercury. The source of current most 



Digitized 



by Google 



METHODS OF MEASUREMENT, 21$ 

to be recommended, on account of its silent action, 
is the wire-strand inductoritim described by Nemst, ^ 
with a secondary winding of heavy wire; suitable 
capacities are condenser-boxes from i to lo micro- 
farads. The telephone coils must likewise be woimd 
with heavy wire of low resistance. For the purpose 
of calibrating the entire apparatus thus set up, 
known wire resistances are substituted in the place 
of the cell and the corresponding positions on 
the variable resistance determined. 

Thereupon in measuring open cells the resistances 
can be read oflE directly on AB; if, however, the 
cell is closed through a shunt (free from self-induc- 
tion) of the resistance W, the resistance of the cell 
is given from the resistance R^ read off, by 

The greater the resistance of the shimt is, as 
compared with the internal resistance of the cell, 
the more exact the measurement. The described 
method gives good results down to several himdredths 
ohm, with cells in both open and closed circuit. 

In the case of smaller resistances, the transition- 
resistance at the slide contact causes difficulty, 
and it is better to use GahFs ^ arrangement, sketched 
in the accompanying figure. In this the resistance 
remains constant and only the bridge is moved; 

^ Zeitschr. f. physik. Chem. 14, p. 623. 1894. 
•Zeitschr. f. Elektrochem. 7, Nr. 30 u. 31. 1901. 
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then the quality of the sliding contact has no in- 
fluence upon the measurement. It is best to 
solder well all connections. 




Fig. 29. 

It is evident from what has been said that the 
measurement of the internal resistance of the accu- 
mulator is accompanied by difficulties, and there- 
fore is only made in the case of scientific inves- 
tigations. In practice it is quite sufficient, on 
account of its low value, to know the magnitude 
of the same. For this purpose it is accurate enough 
to calculate the resistance of the acid found be- 
tween the plates, and to use from two to three 
times this value as the resistance of the cell. 

To calculate the resistance of the acid, take the 
resistance of i c.c. of the acid employed, from 
the measurements of P. Kohlrausch given in 
Fig. 30, multiply this by the mean distance between 
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the plates measured in centimeters, and divide by 
the surface of the positive electrode expressed in 
square centimeters. 

The calculation of the internal resistance of the 
accumulator, as recently proposed, from the heat 
developed while a current passes the same, is of 
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Fig. 30. 

course entirely out of the question; for the greater 
part of the heat is not liberated according to Joule's 
law, but is set free by the equalization of the con- 
centration differences developed at the electrodes. 
In addition to this, such a computation is also 
incorrect on account of the appreciable secondary 
heat of the accumulator (see pp. 33 and 34). 
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Also, the method still in use of getting at the 
internal resistance from the difference in potential 
between the cell in open and closed circuit is quite 
as full of error, because the polarization which 
sets in upon closing the circuit frequently exceeds 
the loss of potential through the internal resistance. 
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Sp. Gr. 




Weight 


1 Liter 


sp. Gr. 




Weight 


I Liter 


ati^ 


Degrees 


Per 


contains 


ati^ 


Degrees 


Per 


contains 


ai ^o 


Beaum^. 


Cent 


Hi!B4. 


4® 


Beaum^. 


Cent 


H^4. 


(Vacuum) 




H2SO4. 


(Vacuum) 




H2SO4. 


I.OOO 





0.09 


O.OOI 


1 .160 


19.8 


22.19 


0.257 


i.oos 


0.7 


0.83 


0.008 


1. 165 


20.3 


22.83 


0.266 


1 .010 


1.4 


1.57 


0.016 


I .170 


20.9 


23.47 


0.275 


1.015 


2.1 


2.30 


0.023 


1. 175 


21.4 


24.12 


0.283 


1 .020 


2.7 


3.03 


0.031 


1. 180 


22.0 


24.76 


0.292 


1.025 


3-4 


3 76 


0.039 


1. 185 


22.5 


25.40 


0.301 


1.030 


^'\ 


4.49 


0.046 


I .190 


23.0 


26.04 


0.310 


1.03s 


4.7 


5.23 


0.054 


1. 195 


23.5 


26.68 


0.319 


1.040 


5.4 


5.96 


0.062 


I .200 


24.0 


27.32 


0.328 


1.045 


6.0 


6.67 


0.071 


I .205 


24.5 


27.95 


0.337 


1 .050 


6.7 


7.37 


0.077 


I .210 


25.0 


28.58 


0.346 


1.055 


7-4 


8.07 


0.085 


I. 215 


25. 5 


29.21 


0.355 


1.060 


8.0 


8.77 


0.093 


I .220 


26.0 


29.84 


0.364 


1.065 


8-7 


9.47 


0. 102 


1.225 


26.4 


30.48 


0.373 


1.070 


9.4 


10.19 


0. 109 


I .230 


26.9 


31. II 


0.382 


1-075 


10. 


10.90 


0. 117 


1.235 


27.4 


31.70 


0.391 


1.080 


10.6 


II .60 


0.155 


I .240 


27.9 


^^0! 


0.400 


1.085 


II .2 


12.30 


0.133 


1.245 


28,4 


32.86 


0.409 


1 .090 


II. 9 


12.99 


0.142 


1.250 


28.8 


33-43 


0.418 


1.095 


12.4 


13-67 


0.150 


1.255 


29.3 


34.00 


0.426 


1 .100 


130 


14.35 


0.158 


I .260 


29.7 


34.57 


0.435 


1 .105 


13-6 


15-03 


0. 166 


1.265 


30.2 


35.14 


0.444 


1 .110 


14.2 


15.71 


0.175 


I .270 


30.6 


35.71 


0.454 


1. 115 


14.9 


16.36 


0.183 


1-275 


31. 1 


36.29 


0.462 


1 .120 


15-4 


17.01 


0.I9I 


I .280 


31.5 


36.87 


0.472 


1. 125 


16.0 


17.66 


0.199 


1.285 


32.0 


37.45 


0.481 


1. 130 


16.5 


18.31 


0.207 


1 .290 


32.4 


38.03 


0.490 


1. 135 


17. 1 


18.96 


0.215 


1.295 


32.8 


38.61 


0.500 


1. 140 


17.7 


19.61 


0.223 


I .300 


33.3 


39.19 


0.510 


1. 145 


18.3 


20.26 


0.231 


1.305 


33.7 


39.77 


0.519 


1. 150 


18.8 


20.91 


0.239 


1. 310 


34.2 


40.35 


0.529 


1. 155 


19.3 


21.55 


0.248 


1. 315 


34.6 


40.93 


0.538 
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Density and Percentage Strength of Mixtures of 
Sulphuric Acid and Water. — Continued. 



Sp. Gr. 




Weight 


I Liter 


1 Sp.Gr. 




Weight 


1 Liter 


ati^ 


Degrees 


Per 


Contains 


ati^ 




Per 


contains 


4* 


Beaumd. 


Cent 


Kg. 


4** 


Beaum^. 


Cent 


Kg. 


(Vacuum) 




H,S04. 


H«SO,. 


(Vacuum") 




H2SO4. 


H2SO4. 


1.320 


35 


41.50 


0.548 


1.525 


49.7 


62 .06 


0.946 


1.325 


35-4 


42.08 


0.557 


1.530 


50.0 


62.53 


0.957 


1.330 


35.8 


42.66 


0.567 


1.535 


50.3 


63.00 


0.967 • 


1.335 


36.2 


43.20 


0.577 


1.540 


50.6 


63.43 


0.977 


1.340 


36.6 


43.74 


0.586 


1.545 


50.9 


63.85 


0.987 


1.345 


37.0 


44.28 


0.596 


1.550 


51.2 


64.26 


O..996 


1.350 


^7-5 


44.82 


0.605 


1.555 


51.5 


64.67 


I .006 


1.355 


37-8 


45.35 


0.614 


1.560 


51.8 


65.08 


1. 015 


1.360 


38.2 


45.88 


0.624 


1.565 


52.1 


65.49 


1.025 


1.365 


38.6 


46.41 


0.633 


1.570 


52.4 


65.90 


1.035 


1.370 


39.0 


46.94 


0.643 


1-575 


52.7 


66.30 


1.044 


1-375 


39-4 


47.47 


0.653 


1.580 


53-0 


66.71 


1.054 


1.380 


39.8 


48.00 


0.662 


1-585 


53.3 


67-13 


1 .064 


1.385 


40.1 


48.53 


.0.672 


1-590 


53.6 


67.59 


1.075 


1.390 


40.5 


49.06 


0.682 


1-595 


53.9 


68.05 


1.085 


1.395 


40.8 


49.59 


0.692 


1 .600 


54.1 


68.51 


I .096 


1 .400 


41.2 


50.11 


0.702 


1.605 


54.4 


68.97 


I .107 


1.405 


41.6 


50.63 


O.711 


1 .610 


54.7 


69.43 


1. 118 


1 .410 


42.0 


51.15 


0.721 


1 .615 


55.0 


69.89 


1. 128 


1. 415 


42.3 


51.66 


0.730 


1 .620 


55.2 


70.32 


1. 139 


1 .420 


42.7 


52.15 


0.740 


1 .625 


55.5 


70.74 


1. 150 


1.425 


43-1 


52.63 


0.750 


1.630 


55.8 


71.16 


I .160 


1.430 


43.4 


53." 


0.759 


1-635 


56.0 


71.57 


I .170 


1.435 


43.8 


53.59 


0.769 


1 .640 


5^3 


71.99 


1. 181 


1.440 


44.1 


54.07 


0.779 


1.645 


56.6 


72.40 


1. 192 


1.445 


44.4 


54.55 


0.789 


1 .650 


56.9 


72.82 


I .202 


1.450 


44.8 


55.03 


0.798 


1.65s 


57.1 


73.23 


I .212 


1-455 


45-1 


55.50 


0.808 


1 .660 


57.4 


73.64 


I .222 


z .460 


45-4 


55.97 


0.817 


1.665 


57-7 


74.07 


1.233 


1.465 


45-8 


56.43 


0.827 


1.670 


57. 9 


74.51 


1.244 


1.470 


46.1 


56.90 


0.837 


1.675 


58.2 


74.97 


1.256 


1-475 


46.4 


57-37 


0.846 


1 .680 


58.4 


75.42 


I .267 


1 .480 


46.8 


57.83 


0.856 


1.685 


58.7 


75.86 


1.278 


1.485 


47.1 


58.28 


0.865 


1 .690 


58.9 


76.30' 1.289 


1.490 


47-4 


58.74 


0.876 


1.695 


59.2 


76.73 


I. 301 


1.495 


47.8 


59.22 


0.885 


1 .700 


59.5 


77.17 


i.3»2 


1 .500 


48.1 


59.70 


0.896 


1.705 


59.7 


77.60 


1.323 


1.505 


48.4 


60.18 


0.906 


1 .710 


60.0 


78.04 


1.334 


1 .510 


48.7 


60.65 


0.916 


1. 715 


60.2 


78.48 


1.346 


1. 515 


49.0 


61 .12 


0.926 


1 .720 


60.4 


78.92 


1.357 


1.520 


49.4 


61.59 


0.936 


1.725 


60.^ 


79.36 


1.369 
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Density and Percentage Strength of Mixtures of 
Sulphuric Acid and Water. — Continued, 



Sp. Gr. 




Weight 


I liter 


Sp. Gr. 




Weight 


I Liter 


-^ 


Degrees 


Per 


contains 


at^ 


Degrees 


Per 


contains 


Beaum^. 


Cent 


H^4. 


4'* 


Beaum^. 


Cent 


H^%4. 


(Vacuum) 




H:^04. 


(Vacuum) 




H2SO4. 


1.730 


60.9 


79.80 


1. 381 


1.826 


65.3 


91-25 


1.666 


.1.735 


61. 1 


80.24 


1-392 


1.827 


— 


91.50 


1 .671 


1.740 


61.4 


80.68 


1.404 


1.828 


65^4 


91.70 


1.676 


I. 745 


61.6 


81.12 


1. 416 


1.829 




91.90 


1. 681 


1.750 


61.8 


81.56 


1.427 


1.830 


— 


92.10 


1.68s 


1.755 


62.1 


82.00 


1-439 


1. 831 


65.5 


92.30 


1 .690 


1.760 


62.3 


82.44 


1. 451 


1.832 




92.52 


1.695 


1.765 


62. s 


82.88 


1-463 


1-833 


65.6 


92.75 


1 .700 


1.770 


62.8 


83.32 


1-475 


1.834 


— 


93.05 


1 .706 


1.775 


63.0 


83.90 


1.489 


1.83s 


6^7 


93.43 


1. 713 


1.780 


63.2 


84.50 


1.504 


1.836 




93.80 


1.722 


1.785 


63.5 


85.10 


1-519 


1.837 





94.20 


1.730 


1.790 


63.7 


85.70 


1.534 


1.838 


65.8 


94.60 


1.739 


1.795 


64.0 


86.30 


1.549 


1.839 





95.00 


1.748 


1.800 


64. a 


86.90 


1.564 


1.840 


65.9 


95.60 


1.759 


1.805 


64.4 


87.60 


1. 581 


1.8405 




95.95 


'•7^1 


1. 810 


64.6 


88.30 


1.598 


I .8410 





97.00 


1.786 


1.815 


64.8 


89.05 


1 .621 


I. 8415 


— 


97.70 


1.799 


Z.820 


65.0 


90.05 


1.639 


1 .8410 





98.20 


Z.808 


1. 821 


— 


90.20 


1.643 


1.8405 





98.70 


1. 816 


1.822 


65.1 


90.40 


1.647 


I . 8400 





99.20 


1.825 


1.823 




90.60 


1. 651 


1.8395 





99.45 


1.830 


1.824 


65.2 


90.80 


1.656 


1.8390 





99.70 


'f^J 


1.825 


" 


91 .00 


1. 661 


1.8385 


~ 


99-95 


1.838 
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PAOB 

Accumulator, acid coefficient of. 66 

as apparatus for determining the change in free energy pro- 
duced by mixing sulphuric acid solutions. •••• 64 

application of Nernst ' j osmotic theory to concentration chains 

of 89 

concentration chains, measurements of, Mugdan « . 91 

electrode potentials, dilution coefficients of 88 

electrodes in combination with mercurous sulphate electrode. . . 79 

electrodes, potentials against hydrogen electrodes 79 

latent contents of 165 

paste 185, 186 

recovery of 129 

temperature coefficient of 93 

Acid coefficient of the accumulator. 65 

Acid concentration, calculation of the E.M.F. from 66 

Acid-density, effect upon sulphatization 143 

lor maximum capacity 170, 171 

influence upon capacity 168 

influence upon loss of energy 177 

influence upon rate of self-discharge of lead-sponge electrode. . 139 

Acid, sulphuric, table of densities, etc 219 

Active mass, analysis of 7 

peroxide in 6 

Aluminium sulphate, as fiormation electrolyte » 188, 190 

Ampere-hour efficiency 174 

Arottf measurement of consumed sulphuric acid 8 

Auxiliary electrode 201 

AyrUm, analytical investigations of active mass 6, 7 
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224 INDEX. 

PAOB 

Behavior of the accumulator during charging and discharging io6 

Berner^ test of energy-loss equation 182 

Bertfuloty persu]phuric acid by electrolysis. 18 

Bitter salts 1 86 

Boccali, method of measuring internal resistance in closed cir- 
cuit 210, 211 

observations upon resistance during charge and discharge 149 

Cadmium, amalgamated, as auxiliary electrode 201 

electrode, voltage against lead peroxide 202 

voltage against lead-sponge 202 

Calculation of size of element for a given taxation 167 

Capacities, calculated and found 159 

Capacity areas, measuring of 207 

curve, theory of 161 

curve, with variable current, theory of 164 

determined by the conductivity of the electrolyte 172 

equation, for a wider range, Liebencw 158 

equation, for rapid discharge, Schi oeder 15 7 

equation, for slow discharge, Liebencw, ...••• 157 

equation of Peukert 159 

factor M, for various accumulator systems 160 

individual, positive and negative plates, measurement of 207 

influence of acid density upon r68 

influence of current streng^th upon 155 

influence of temperature upon 172 

influence of thickness of plate upon 168 

maximum 170 

maximum, theory of 171 

measurement of 206 

of the accumulator. 153 

relation to Faraday's law 153 

relation to time of discharge, Peukert 159 

Telative, of lead-sponge and peroxide electrode 155 

Casparij experiments upon evolution of hydrogen on metals 16 

see Nemst 135 

Cell,- changes in, during formation J85 

Change in volume during charging and discharging 103 

in volume during discharge, by direct measurement. ... 104 
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PAOB 

Changs in the cell during formation 1S5 

in the open cell 129 

on the electrode in Planti formation 191 

Charge, variation of WsiStance during 149 

Charging and discharging voltage, difference between, with varying 

current strength 121 

Charging Curve, discussion of. 112 

Chemical equation for current-producing action 3 

Chemical equations for theory of Le Blanc 40 

equilibrium and £.M. F. of the accumulator 70 

theory of origin of current i 

Compensation method of Poggendorff, 199 

Concentration at electrodes, influence upon internal resistance 151 

chains of accumulator, measurements by Mugdan 91 

changes produced by electrolytic migration 123 

of acid, influence upon capacity 16S 

of 'tetravalent lead ions 4B 

polarization, effect upon working efficiency 176 

Condensers, use of, in measuring internal resistance 208, 209 

Conditions most efficient for Planti formation 194 

most fevorable for Faure formation 186 

most favorable for separation of peroxide ions 190 

Conductivity of sulphuric acid, temperature coefficient of 172 

of the electrolyte, relation to capacity 172 

of the electrolyte the determining factor in working efficiency. . 179 

Constant electrode, mercury — mercurous sulphate 203 

electrodes 202 

electrodes, charged accumulator plates as 202 

Constantane wire 198 

Contact, slide, mercury 214 

Contents) latent, of the accumulator » » . « ^ 165 

Conz^ test -of energy-loss equation 4* .,.•.*.»........ 182 

Current density,' effect upon accumulator 14 

Current-strength^ effect upon resistance 148 

influence upon capacity ; 155 

influence upon loss of energy 177, 181, 182 

- ** ■ ** " " " ,, measurements 183 

Currents, strong, depolarizers ^ 183 

CurvC) -ccbp icity, tlj-op/ «>f 161 
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PAOB. 

Curves, E.M.F. during charge and discharge io8 

influence of temperature upon capacity 173 

Dangerous metals, to the accumulator 135 

Darrieus, theory of origin of current 18 

Decomposition of lead peroxide 5 

Degree of efficiency 174 

dependent upon purity of the materials 175 

Density and percentage strength of mixtures of sulphuric acid and 

water 219 

Density of acid, influence upon capacity 168 

Depolarizers, difficultly soluble and metallic conducting 184 

Determining internal resistance of accumulator, method oiNemst, 148 

Dieterici^ vapor pressure of sulphuric acid solutions 61, 62 

Diffusion law of Fick 130 

Dilute sulphuric acid, dissociation of. 66 

Dilution coefficients 77 

of the accumulator electrode potentia.s 88 

Dilution of acid, effect upon electrode potential 125 

Dip electrode 203 

Discharge, intensity of, effect upon capacity 156 

variation of resistance during 149 

Discharging curve, discussion of 115 

Dissociation of dilute sulphuric acid 66 

Distillation, work of 59 

DoUzalek^ see Nemst 1 13 

Dtmcan, absorption and liberation of heat during discharging and 

charging 32 

Earle^ influence of acid concentration upon capacity, measurement 

of 169, 170 

Efficiency, ampere-hour 174 

degree of 174 

watt-hour 175 

working •••••• 174 

working, determining faotor of • • . . • 179 

working, effect of concentration polarization upon 176 

working, effect of temperature upon , 180 

working, effect upon, of poorly conducting additions to the elec- 
trolyte (gelatinization of the acid) 180 

working, maximum • • . • • 179 

working, measurement of. , « , , 206 
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PAOB 

Efficiency, wprking, ratio of surfaces 176 

£/ds and Schoenherr^ formation of persulphuric acid 19 

Elbs^ electrolytic lead tetracetate 42 

^planation of sulphatization 141 

theory of origin of current 21 

Electrical energy, laws of transformation • 25 

Electrode, auxiliary 201 

changes on, during Planti formation 191 

constant, mercury~merciux>us sulphate 203 

hydrogen. Grove. • 204, 205 

negative, formation of. , 186 

positive, formation of , . < • . « 190 

potential, effect of dilution of acid upon 125 

Electrodes, accumulator, as constant electrodes • . . • .202, 208 

constant 202 

influence upon resistance of concentration at 151 

lead-sponge and peroxide, relative capacity of 155 

measuring 201 

reversible as to hydrogen ions 202 

reversible as to SO4 ions 202 

Electrolysis of dilute sulphuric acid between platinum, and lead 

electrodes I4» '5 

Electrolyte, neutral sulphate ; 18S 

Electrolytes, formation x88 

Electrolytic solution tension , 36 

E.M.F., a b'near function of the temperature 99, 100 

and acid concentration, experimental proof of 70 

and chemical equilibrium, van't Hoff *s equation for 70 

and heat effect • 26 

increase of, by reduction of vapor pressure of the acid 63 

influence of external pressure upon loi 

maximum temperature influence upon 97 

measurements of concentration chains involving lead, lead per- 
oxide, lead sulphate, and sulphuric acid 85 

measurements of merctuy against lead and lead peroxide re- 
spectively • • 80 

methods of measurement , 197 

of accumulator, change with acid density , • , 12 

of accumulator, equation for, below 0.0005 normal acid. 71 
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PAOK 

E.M.F. of accumulator from thermochemical data 30 

of accumulator with dilute sodium hydroxide lolution 73 

of accumulator with pure lead sulphate 72 

of charged positive plate against zinc 5 

of lead accumulator at o^ C, calculated and found. 62 

of the accumulator, equation for 50 

of the accumulator from the concentration of the acid 66 

of the accumulator, sodium hydroxide saturated with lead 

hydroxide.., 50 

of the accumulator, parts due to reduction of peroxide, oxidation 
of lead sponge, change of oxide into sulphate, and sulphuric 

acid concentration chain. 74 

of Weston normal element 66 

temperature coefficient of 26 

variation with acid concentration 52 

variation with acid density, thermodynamical calculation of . . . 55 

with current flowing, measurement of 201 

with variation of acid density • . 55 

V. Endcy solubility of lead, chloride in hydrochloric acid * . • . 143 

Energy, chemical, transformation of 25 

loss of, attributable to each of the two electrodes 128 

loss of, equations • 179, i8l 

loss of, equations, test of. • 183 

loss of, influence of acid density upon ., 177 

loss of, influence of current strength upon 177, i8x, 182 

loss of, influence of current strength upon, measurements 183 

loss of, in the accumulator 108 

Equation for current producing chemical action , 3 

for E.M.F. of the accumulator 50 

for influence of thickness of plate upon capacity, Liebenow, ... 168 

for rapid-discharge capacity, Schroedtr, 157 

for slow -discharge capacity, JJebemnu. 157 

for the £. M.F. from the concentration of the acid 66 

fundamental • 3 

of v.Helmholtz 26 

of Peukerty for capacity 159, 160 

Equations, chemical, for theory of Le Blanc 40 

degree of efficiency • »•.. 174, 175 

energy bs» 179,, 181 
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Equations, energy loss, test of. 183 

working efficiency • 176 

Evolution of hydrogen on metals, theory of. 15 

Excess voltage 113 

£«xperiment showing variations in concentration at accumulator 

electrodes 112 

Factor », of capacity i'^'^ ^^^ 

Faiaday 

Faraday's law, in relation to capacity 

Faure formation 

Fick^ diffusion law of 

diffusion law o^ applied to relation between capacity and ci 

rent strength 

FoersteTy electrolytic lead tetrachloride from lead chloride 

Formation and decomposition of lead peroxide and lead 

Formation and decomposition of lead sulphate and sulphuric acid 
Formation, changes in cell during 

electrolytes 

Faure^ most fevorable conditions 

ions during i; 

negative plate 

of Faure 

of Plante i ; 

of positive electrodes 

Formula of Nernst^ applied to theory of Liebenow 

Frankland, other sulphuric acid compounds 

Fresenius, solubility of lead sulphate 

Friedrich^ tetrachloride of lead 

Froghlich, internal resistance in closed circuit 

Gahl, modified arrangement of Nernst and Haagn 

Galvanic combinations of accumulator electrodes with hydrog 

electrodes 

wiih mercurous sulphate electrodes 

Galvanic element, latent heat of 

Galvanometers I, 

Gas evolution, retardation of 

Germerskausen^ test of energy loss equation 

Gilbaut^ effect of pressure upon E.M.F. of various galvanic elemei 
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study of compounds of Frankland, 7 

Gladstone and Hibbert^ E.M.F. at different acid concentrations . . . . • 54 
study of concentration chains involving lead, lead peroxide, 
lead sulphate, and sulphuric acid 82 

Gladstone and Tribe, chemical theory of secondary batteries 2 

dark coating on negative electrode observed by 117 

object of rest during Planti formation 192 

spontaneous discharge due to local action. 137 

sulphate theory • • • 2 

Glycerine, in accumulator paste 186 

Grove, hydrogen electrode 204, 205 

Haagn, distribution of the variations in resistance in relation to the 

electrodes 152 

effect of current strength upon resistance 148 

resistance with slow and rapid discharge 151 

see Nemst 210, 213 

study of internal resistance of the accumulator 148 

Haeberlein, measurements of resistance during discharge of the ac- 
cumulator 109 

observations on resistance during charge and discharge 149 

Halhuachs, measurements of resistance during charge and discharge 150 

Hastening of Planti formation I94 

Heat effect of accumulator reaction 29 

Joule 33 

latent, of galvanic element 32 

loss in cell • '77 

of dilution of sulpturic acid 57 

of formation of lead peroxide 29 

of reaction of lead peroxide, lead, and sulphuric acid ..... 28 

secondary, of accumulator 33 

Heim, increase of sulphatization with acid density 143 

influence of acid concentration upon E.M.F 52 

influence of acid density upon capacity, measurement of . ..... 169 

see Kohlrausch 8 

test of energy-loss equation 182 

V, Helmholtz, equation of 26 

"free energy " .25, 26 
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r. Helmholtz^ method of calculating E.M.F. of calomel cell as de- 
pendent on concentration of its solution 57 

Heydweiltr^ see Kohlrausch » 46 

Hibbert^ see Gladstone ,, ......y, 55, 82 

Hittorf, migration number of sulphuric acid 84, 88 

Hockin^ see Matthiesen 208 

vanU Hoff*5 equation for the relation between E.M.F. and chemical 

equilibrium 70 

Hydrochloric acid, effect on solubility of lead chloride 143 

Hydrogen, cause of self-discharge 139 

electrode, galvanic combinations with accumulator electrodes 76 

electrode, Grove 204, 205 

ions, influence on concentration of peroxide ions 190 

ions, reduction of concentration during formation. 188 

liberation during formation 186 

minimum liberation during formation, conditions for 1 88 

occlusion by lead 17 

theory of evolution on metals '. 15 

Hydrolytic dissociation of lead sulphate •'^ .72, 73 

Impurities, oxidizable, spontaneous discharge caused by 138 

Inductorium, wire strand, Nemst 215 

Influence of acid density upon capacity 4 168 

of external pressure upon E.M.F loi 

of temperature upon capacity 172 

of thickness of plate upon capacity, equation for 168 

Internal resistance, approximate, firom resistance of the acid. . . .216, 217 

calculation from heat developed 217 

from difference in potential of cell in open and closed circuit. . . 218 
measurement in open and closed circuit (Nemst and Haagn) 

modified by GahL 216 

measurement of • 208 

Nernsfs method of determining 148 

of the accumulator 147 

Ions, bivalent lead, effect on E.M.F 50 

favorable to Planti formation 194 

hydrogen, decrease of, during formation 188 

lead 48 

lead, increase of, during formation 189 
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lead peroxide, efiect on E.M.F. 50 

tetravalent lead 42 

Irreversibility, distribution o^ between the two electrodes 122 

/s/gTy see Lunge .' 219 

Joule heat 33 

Kayser and Ost^ see Kugel 136 

V, Knorre^ self-discharge by manganese salts 138 

Kohlrausch and Hey dweller , first step of water ionization 46 

Kohlrausch and Rose^ solubility of lead hydroxide in pure water. . . 47 

solubility of lead sulphate in water 47, 72 

Kohlrausch, measurement of consumed sulphuric acid. •••. 8 

Kohlrausch K, method of measuring internal resistance 208 

Kohlrausch, temperature coefficient of conductivity of sulphuric acid 172 

Kohlrausch IV,, test of energy -loss equation 182 

Kugel, spontaneous discharge by metallic impurities 136 

Lamb, see Ayrton 6, 7 

Latent contents of the accumulator 165 

heat of galvanic element 32 

Lead, bivalent ions, efiect on E.M.F. of concentration of 50 

chloride, hydrolysis of 73 

chloride, solubility o^ in hydrochloric acid 143 

disulphate , 23 

hydroxide, solubility in pure water 47 

ions, increase of, during formation •• 189 

oxides, E.M.F. against zinc 5 

oxide, paste 185 

peroxide, heat of formation of 29 

peroxide, hydrated 5 

peroxide ions by hydrolysis 43 

peroxide ions, concentration of, in sulphuric acid containing * 

lead sulphate 48 

peroxide ions, effect on E.M.F. of concentration of 50 

salts, other than lead sulphate 7 

sulphate, basic 186 

sulphate, formation and decomposition of 7 

sulphate, liydrolytic dissociation of 72 
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sulphate, neutral « 186 

sulphate, solubility of. 7i> 72 

sulphate, solubility of, in sulphuric acid 144 

sulphate, solubility of, in water 47 

tetracetate 42 

tetrachloride , 41 

tetravalent « 22 

tetravalent ions 42 

tetravalent ions, concentration of 48 

2> B/anCf application of ion theory to the accumulator ...T 39 

theory of 39 

theory of, difference from theory of jE/6s 41 

Lfy, hydrolysis of lead chloride 73 

Ludenow, application of NernsCs formula to theory of 49 

equation for influence of thickness of plate upon capacity 168 

equation for slow- discharge capacity 157 

experiment to demonstrate acid shortage in discharging with 

stronger currents 154 

proof of existence of lead peroxide ions 44 

theory of. 42 

theory of capacity curve with variable current 164 

Liebenow*s peroxide-ion theory, application of, in calculating the 

E.M.F 67 

Litharge, paste 186 

Local action, spontaneous discharge of positive plate by 137 

Loomis^ dissociation of dilute sulphuric acid • 66 

Loppe^ test of Peukerfs equation 160 

Loss, heat 177 

of energy, equations 179, 181 

of energy in the accumulator, explanation of no 

of energy, test of equations 183 

iMftgc and Isler^ table of densities, etc., of sulphuric acid and water 219 

Magnesium sulphate • 185 

as formation electrolyte 188, 190 

Manganese salts, cause of self-discharge 138 

Mass action, law of, applied to the chemical equation of the action in 

the accumulator 69 
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Matthiesen and Hockin, bridge arrangement of. 208, 210 

Maximum capacity, Earie 170 

Ham 170 

theory of 171 

Maximimi working efficiency, measurements by Heim, Earle, 

Sckenek 179, 180 

Measurement, methods of. 196 

of capacity and working efficiency 206 

of E. M. F 197 

of internal resistance 208 

of pole-potential 197 

Measuring-electrodes.' 201 

Mercurous sulphate electrode in combination with accumulator elec- 
trodes 79 

Mercury in the accumulator 136 

Mercury — mercurous sulphate electrode 203 

Mercury, potential difference against lead peroxide 204 

potential difference against lead- sponge 204 

slide contact 214 

Metallic conducting depolarizers 184 

Metals dangerous to the accumulator. 135 

Methods of measurement 196 

Meyer ^ investigation of temperature coefficient of Plants element. . . 93 

Migration, calculation o^ by Nemst 123 

number of sulphuric acid 84 

numbers of sulphuric acid, Stark 91 

Minimum of sulphatization 145 

Mixtures, sulphuric acid and water, densities o£ 219 

Moore, study of rate of recovery 131 

Mugdatiy effect of persulphuric acid on E.M.F 20 

electrolytic migration of the acid « ^. .'. 123 

measurements of E. M. F. of accumulator concentration chains \: 91 

on formation of sulphate. . ." .".•.. ix 

polarization of the separate electrodes 126, 127 

study of concentration chains involving lead, lead peroxide, lead 

sulphate, and sulphuric acid 82 

Negative plate, formation of 186 

Nemst ^ agreement between change of free energy and heat effect on 

mixing sulphuric acid solutions ^ 1 . . . 63 
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and Haagn^ internal resistance in closed circuit, method of 

measurement 210, 213, 214 

electromotive activity of small concentration of lead peroxide 

ions 48 

equation of 38 

method of determining internal resistance of accumulator 148 

migration calculation 123 

non-reversibility of decomposition of lead disulphate 22 

osmotic theory of galvanic cell 36 

potential difference of metal against solution 134 

theory of evolution of hydrogen on metals 15 

wire-strand inductorium 215 

Nernst* s formula applied according to LiebenoTv's theory 49 

osmotic theory, applied to the concentration chains of the accu- 
mulator 89 

Neutral sulphate, formation electrolyte 188 

Nickel, cobalt, iron, conditions of precipitation by lead 134 

"Nutzeffekt" 175 

Open cell, changes in 129 

Origin of current, theory of Darrieus 18 

theory of Elbs 21 

Osmotic theory, applied to concentration chains of the accumulator 89 

of galvanic cell 36 

of origin of current 36 

Oxide of lead, paste • . • 185 

Oxygen, cause of self-discharge 138 

Paste, accumulator ....•••• 185, 186 

Perchloric acid, use in Plants formation 195 

Peroxide electrode, action of, according to Lieienow. ...«••.•.«•.. 42 

Peroxide ions, concentration of 46, 190 

conditions most favorable to separation of 190 

prevention of separation of. ........../..,.-. .\ 4 . . . . 193 

Pirsulphuric acid; formation of 18, 19'. 

Peukerty relation of capacitjr to timie of discharge . < ^ ..... . 159 
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Planimeter, for determining capacity areas 207 

Piani/f directions for formation of plates 191 

formation, hastening of. 194 

formation, most efficient conditions for 194 

formation o£ 185, 191 

formation, rest during 192 

theory of i 

Plate thickness, influence upon capacity 168 

Plates, E.M.F. against hydrogen electrode 13 

see Electrodes. 

Platinum, amount causing rapid self-discharge of negative plate. . . 136 

Poggendorff^s compensation method 199 

Polarization, concentration, effect upon working efficiency 176 

in the working accumulator, cause of. 11 1 

minimum 180 

of the separate electrodes 127 

Pole-potential during charging and discharging 106 

methods of measurement 197 

Positive accumulator plate, charged, potential against zinc 5 

plate, formation of. 190 

plate, self-discharge of. 137 

Potential difference at the point of contact between metal and solu- 
tion 37 

difference, mercury — mercurous sulphate electrode in accumu- 
lator acid against lead peroxide and lead-sponge respectively 204 

of the electrodes, effect of dilution of acid upon 125 

Potentials of accumulator electrodes against hydrogen electrodes. . . 79 

Precision voltmeters 197 

Pressure, effect of, upon various galvanic elements 104 

effect upon capacity 105 

Prevention of separation of peroxide ions 193 

Recovery, course o^ calculated from Fick^s law 131 

from overcharging 132, 133 

of the accumulator 129 

relation of rate to rate of discharge 132 

Red lead, paste 186 - 

V, ReUhenbachy translation of monograph of Gladstone and Tribe. . . 2 
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effect of current strength upon 148 

internal, measurement of 208 

internal, methods of measurement in closed circuit 210 

measurements of Boccali 150 

measurements of ffaeberlein 150 

of galvanometers and voltmeters 197, 198 

variation during charge and discharge 149 

Rest, during Planti formation 192 

Reversibility of ttie accumulator 119 

Reversible electrodes 202 

galvanic combinations of accumulator and hydrogen electrodes 76 

Robertson^ analysis of active mass . • • 8 

Rose^ see Kohlraiisch 47, 72 

Rule of Thomson 27 

Schenek^ acid density for maximum capacity 171 

Schoenherr^ see Elbs 19 

Schoop, measurements of the effect of gelatinizing the acid upon 

working efficiency 180 

Schroedtr^ equation for rapid-discharge capacity 157 

Secondary heat of accumulator 33, 34 

Seifert^ test of energy-loss equation 182 

Self-discharge 133 

by diffusion 139 

by hydrogen 139 

by oxidizable impurities . \ 138 

by oxygen 139 

causes of. ♦. . 134 

of positive plate 137 

rate of. influence of acid density 139 

Separation of peroxide ions, prevention of 193 

Sinstedten^ formation of lead peroxide and lead- sponge 5 

Size' of element for a given taxation, calculation of 167 
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Slide contact, mercuiy ••••• • ••.« 214 

Smith, see Ayrion • 6, 7 

Sodium acetate, to increase solubility of lead sulphate . . • 189 

use in negative-plate formation igp 

Sodium bisulphate 185^ 18O 

Sodium plumbite, ionization of 44 

Solubility of lead chloride in hydrochbric acid • • • 143 

of lead sulphate yi 

of lead sulphate in sulphuric acid « 144 

Solution tension 38 

Spontaneous discharge by easily oxidized impurities 138 

by metallic impurities 136 

Stark, migration numbers for sulphuric acid 91 

Strasser, see Liehencw « 44 

Strecker, E.M.F, of positive plate against zinc 6 

Streintz, avoiding influence 6i Joule heat 33 

black superoxyhydrate 6 

eflect of concentration of lead sulphate on E.M.F 114 

E.M.F. of lead oxides against zinc 5 

explanation of measurements of accimiulator electrodes against 

zinc 80 

heat value of action of sulphuric acid on lead peroxide and 

lead 27 

influence of acid density on E.M.F 53 

maximum temperature influence upon voltage 97 

measurements of the potentials of ibe single electrodes 126 

measurement of the temperature coeflficient of the accumulator. 62 
potential difference of accumulator electrodes against zinc in 

concentrated zinc sulphate 75 

see Tscheltzow \ 12 

temperature coefficient of the accumulator .•.•... 1 ... 93, 94 

Strength of current, influence on capacity 155 

Sulphate, formation at electrodes .'. . 7 

formation of • il, 12 

neutral, as formation electrolyte 188 

Sulphate-theory 2 

Sulphates of sodium, potassium, magnesium, aluminium, as forma- 
tion electrolytes 188 

Sulphatization ••••••••••••••.•• ^'. • • ...../.. 140 
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explanation of, by Elbs 141 
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Sulphuric acid, consumption of, change in density 9 

density after charging • • lo 

dilute, electrolysis of 15 

effect on solubility of lead sulphate 144 

formation and decomposition of 7 

heat of dilution of. 29 

migration number of. 84 

reduction of 15 

table of densities, etc 219 

usual density used in accumulators 20 

Sulphurous acid,> use in Plante formation 195 

Superoxyhydrate, black 6 

Taxation and size of element, calculation of. 167 

capacity for definite 156 

Temperature-coefficient 93 

as dependent upon acid concentration 97 

calculated from secondary heats 99 

equations for 95, 96 

Temperature, influence upon capacity. 172 

Tetravalent ions of kid 42 

Theory of capacity curve 161 

of current origin, thermodynamical 25 

QiElbs 21 

of Z^ Blanc 39 

of Liebenow 42 

of maximum capacity 171 

of origin of current, chemical. i 

of origin of current, osmotic. . , 36 

oi Plante.,. I 

Thermic changes in the accumulator.'.'. ....,:..; * 98 

effect of accumulator reaction 29 

Theniibd^ainrcal calculations of JE 55 

explanation for variation of E.M.F. with acid density 55 

theory of origin of current , 25 

Thermodynamics, second law 25 
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Thermoelement, out of accumulator 99 

Thickness of plate, influence upon capacity 168 

Thomson y., heat of dilution of sulphuric acid 57 

Thomson* s rule 27 

Trtd^f sec Gladstom, 2, 7, 137, 192 

Tscheltzow, E.M.F. from heat of reaction 12 

heat value of action of sulphuric acid on lead peroxide and lead 27 

Uppmbom^ internal resistance in closed circuit 210, 212, 213 

vatCt Hoff^s equation for the relation between E.M.F. and chemical 

equilibrium 70 

Vapor pressure of sulphuric acid solutions 61 

Variation of electrode potential with acid concentration 75 

of E.M.F. with acid concentration • 52 

of resistance during charge and discharge, cause of 149, 15 1 

VoIltT, test of energy-loss equation 182 

Voltage, cadmium — lead peroxide 202 

cadmium— lead-sponge 202 

curve, for change in direction of current 120 

difference between charging and discharging with varying cur- 
rent strength 121 

zinc — lead peroxide 202 

zinc — lead-sponge 202 

Voltages necessary for production of hydrogen bubbles on metals, as 

measured against hydrogen electrode 135 

Voltmeters, precision 197 

Volume, change o^ during charging and discharging 103 

von Endf^ solubility of lead chloride in hydrochloric acid 143 

von Knorre, self-discharge by manganese salts 138 

von Reichenbach^ translation of monograph of Gladstone and Tribe, 2 

Walientin, translation of Plant/*s " Recherches sur I'^lectricit^ ". . i 

Water, formation of 13 

Watt-hour eflficiency 175 

Weston normal element, E.M.F. of 66 

Wire, constantane f 198 

Wire-strand inductorium, Nernst, 215 

•* Wirkungs^rad " 174 

Working efficiency'. • ••••• 174 
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Work ot dissolving one gram-equivalent of a metal 37 

Work ot dibtiilation 59 

Work performed by external pressure in production of current 102 

Zinc, amalgamated, as auxiliary electrode 101 

electrode, voltage against lead peroxide -O- 

electrode, voltage against lead-sponge 20. 
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AGRICULTURE— HORTICULTURE— FORESTRY. 

Armsby's Principles of Animal Nutrition 8vo, $4 00 

Budd and Hansen's American Horticultural Manual: 

Part I. Propagation, Culture, and Improvement 12mo, 1 60 

Part II. Systematic Pomology 12mo, 1 60 

Elliott's Engineering for Land Drainage 12mo, 1 60 

Practical Farm Drainage. (Second Edition. Rewritten.) 12mo, 1 50 

Graves's Forest Mensuration 8vo, 4 00 

Green's Principles of American Forestry 12mo, 1 50 

Grotenfelt's Principles of Modem Dairy Practice. (WoU.) 12mo, 2 00 

♦ Herrick's Denatured or Industrial Alcohol 8vo, 4 00 

Kemp and Waugh's Landscape Gardening. (New Edition, Rewritten. In 

Press.) 

♦ McKay and Larsen's Principles and Practice of Butter-making 8vo, 1 50 

Maynard's Landscape Gardening as Applied to Home Decoration 12mo, 1 50 

Sanderson's Insects Injurious to Staple Crops 12mo, 1 50 

Sanderson and Headlee's Insects Injurious to Garden Crops. (In Prepa- 
ration.) 

♦ Schwarz's Longleaf Pine in Virgin Forest 12mo, 1 25 

Stockbridge's Rocks and Soils 8vo, 2 50 

Winton's Microscopy of Vegetable Foods 8vo, 7 50 

WoU's Handbook for Farmers and Dairymen 16mo, 1 50 



ARCHITECTURE. 

Baldwin's Steam Heating for Buildings 12mo, 2 50 

Berg's Buildings and Structures of American Railroads 4to, 5 00 

Birkmire's Architectural Iron and Steel 8vo. 3 50 

Compound Riveted Girders as Applied in Buildings 8vo, 2 00 

Planning and Construction of American Theatres 8vo, 3 00 

Planning and Construction of High Office Buildings 8vo, 3 50 

Skeleton Construction in Buildings 8vo, 3 00 
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Briggs's Modern American School Buildings 8vo. $4 00 

Byrne's Inspection of Materials and Wormanship Employed in Construction. 

Idmo. 

Carpenter's Heating and Ventilating of Buildings 8vo, 

* Corthell's Allowable Pressure on Deep Foundations 12mo, 

Pi eitag's Architectural Engineering 8vo, 

Pireproofing of Steel Buildings 8vo, 

Gerhard's Guide to Sanitary Inspections. (Pourth Edition, Entirely Re- 
vised and Enlarged.) 12mo, 

* Modem Baths and Bath Houses 8vo, 

Sanitation of Public Buildings 12mo, 

Theatre Pires and Panics 12mo, 

* The Water Supply, Sewerage and Plumbing of Modem City Buildings. 

8vo, 

Johnson's Statics by Algebraic and Graphic Methods 8vo, 

Kellaway's How to Lay Out Suburban Home Grounds 8vo, 

Kidder's Architects' and Builders' Pocket-book 16mo, mor., 

Merrill's Stones for Building and Decoration 8vo, 

Monckton's Stair-building 4to, 

Patton's Practical Treatise on Poimdations 8vo, 

Peabody's Naval Architecture 8vc, 

Rice's Concrete-block Manufacture 8vo, 

Richey's Handbook for Superintendents of Construction 16mo, mor. 

Building Foreman's Pocket Book and Ready Reference. . 16mo, mor. 
* Building Mechanics' Ready Reference Series: 

* Carpenters' and Woodworkers' Edition Idmo, mor. 

* Cement Workers' and Plasterers' Edition lOmo, mor. 

* Plumbers', Steam-Fitters', and Tinners' Edition. . .16mo, mor. 

* Stone- and Brick-masons' Edition 16mo, mor. 

Sabin's House Painting 12mo, 

Siebert and Biggin's Modem Stone-cutting and Masonry 8vo, 

Snow's Principal Species of Wood 8vo, 

Towne's Locks and Builders' Hardware Idmo, mor. 

Wait's Engineering and Architectural Jurisprudence 8vo, 

Sheep, 

Law of Contracts 8vo, 

Law of Operations Preliminary to Construction in Engineering and 

Architecture 8vo, 

Sheep, 

Wilson's Air Conditioning 12mo, 

Worcester and Atkinson's Small Hospitals, Establishment and Maintenance, 
Suggestions for Hospital Architecture, with Plans for a Small 

Hospital 12mo, 1 25 



ARMY AND NAVY. 

Bemadou's Smokeless Powder, Nitro-cellulose, and the Theory of the Cellu- 
lose Molecule 12mo, 2 60 

Chase's Art of Pattern Making 12mo, 2 60 

Screw Propellers and Marine Propulsion 8vo, 3 00 

* Cloke's Enlisted Specialists' Examiner 8vo, 2 00 

* Gunner's Examiner 8vo, 1 50 

Craig's Azimuth 4to, 3 50 

Crehore and Squier's Polarizing Photo-chronograph 8vo, 3 00 

* Davis's Elements of Law , 8vo, 2 60 

* Treatise on the Military Law of United States 8vo, 7 00 

* Dudley's Military Law and the Procedure of Courts-martial. . .Large 12mo, 2 60 
Durand's Resistance and Propulsion of Ships 8vd, 6 00 

* Dyer's Handbook of Light Artillery 12mo, 3 00 

Eissler's Modem High Explosives 8vo, 4 00 

* Fiebeger's Text-book on Field Fortification Large 12mo, 2 00 

Hamilton and Bond's The Gunner's Catechism 18mo. 1 00 

* HofE's Elementary Naval Tactics 8vo, 1 50 
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Ingalls's Handbook of Problems in Direct Fire. 8vo. 

* Lissak's Ordnance and Gunnery 8vo, 

* Ludlow's Logarithmic and Trigonometric Tables 8vo, 

* Lyons's Treatise on Electromagnetic Phenomena. Vols. I. and II..8vo,each, 

* Mahan's Permanent Fortifications. (Mercur.) 8vo, half mor. 

Manual for Courts-martial 16mo,mor. 

* Mercur's Attack of Fortified Places 12mo, 

* Elements of the Art of War 8vo, 

Nixon's Adjutants' Manual 24mo, 

Peabody's Naval Architecture 8vo, 

* Phelps's Practical Marine Surveying 8vo, 

Putnam's Nautical Charts 8vo, 

Rust's Ex-meridian Altitude, Azimuth and Star- Finding Tables 8vo, 

* Selkirk's Catechism of Manual of Guard Duty 24mo, 

Sharpe's Art of Subsisting Armies in War 18mo, mor. 

Taylor's Speed and Power of Ships. (In Press.) 

* Tupes and Poole's Manual of Bayonet Exercises and Musketry Fencing. 

24mo, leather, 

* Weaver's Military Explosives 8vo, 

* WoodhuU's Military Hygiene for Officers of the Line Large 12mo, 



ASSAYING. 

Betts's Lead Refining by Electrolysis 8vo. 4 00 

Fletcher's Practical Instructions in Quantitative Assaying with the Blowpipe. 

16mo. mor. 1 50 
Furman and Pardoe's Manual of Practical Assaying. (Sixth Edition, Re- 
vised and Enlarged.) 8vo, 3 00 

Lodge's Notes on Assaying and Metallurgical Laboratory Experiments.. 8vo, 3 00 

Low's Technical Methods of Ore Analysis 8vo, 3 00 

Miller's Cyanide Process 12mo, 1 00 

Manual of Assaying 12mo, 1 00 

Minet's Production of Aluminum and its Industrial Use. (Waldo.). ..12mo, 2 60 

Ricketts and Miller's Notes on Assaying 8vo. 3 00 

Robine and Lenglen's Cyanide Industry. (Le Clerc.) 8vo, 4 00 

* Seamon's Manual for Assayers and Chemists Large 12mo, 2 50 

Ulke's Modem Electrolytic Copper Refining 8vo, 3 00 

Wilson's Chlorination Process. 12mo, 1 50 

Cyanide Processes 12mo, 1 60 



ASTRONOMY. 

Comstock's Field Astronomy for Engineers 8vo, 2 50 

Craig's Azimuth ^ 4to, 3 50 . 

Crandall's Text-book on Geodesy and Least Squares 8vo, 3 00 

Doolittle's Treatise on Practical Astronomy 8vo, 4 00 

Hayford's Text-book of Geodetic Astronomy 8vo, 3 00 

Hosmer's Azimuth 16mo, mor. 1 00 

Practical Astronomy. (In Press.) 

Merriman's Elements of Precise Surveying and Geodesy 8vo, 2 50 

♦ Michie and Harlow's Practical Astronomy 8vo, 3 00 

Rust's Ex-meridian Altitude, Azimuth and Star- Finding Tables 8vo, 5 00 

* ^White's Elements of Theoretical and Descriptive Astronomy 12mo, 2 00 



CHEMISTRY. 

* Abderhalden's Physiological Chemistry in Thirty Lectures. (Hall and 

Defren.) 8vo, 5 00 

* Abe(gg> Theory of Electrolytic Dissociation, (von Ende.) 12mo, 1 25 

Aleceye^'s General Principles of Organic Syntheses. (Matthews.) 8voi 3 00 

AUen'ls "tables for Iron Analysis 8vo, 3 00 

AFfti^y'9 Principles of Animal Nutrition •,••'•• 'Bvo, 4 00 

Arnold's Godopendium of Chemistry. (MandelO Lar^ 12mo. 3 50 
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Association of State and National Pood and Dairy Departments, Hartford 

Meeting, 1906 8vo, $3 OO 

Jamestown Meeting, 1907 8vo, 3 OO 

Austen's Notes for Chemical Students 12mo, 1 50 

Baskerville's Chemical Elements. (In Preparation.) 

Bemadou's Smokeless Powder. — Nitro-cellulose, and Theory of the Cellulose 

Molecule 12mo, 2 50 

Blitz's Introduction to Inorganic Chemistry. (Hall and Phelan.). . . 12mo, 1 25 
Laboratory Methods of Inorganic Chemistry. (Hall and Blanchard.) 

8vo, 3 00 

* Blanchard's Synthetic Inorganic Chemistry 12mo, 1 00 

* Browning's Introduction to the Rarer Elements 8vo, 1 50 

* Claassen's Beet-sugar Manufacture. (Hall and Rolfe.) 8vo, 3 00 

Classen's Quantitative Chemical Analysis by Electrolysis. (Boltwood.).8vo, 3 00 

Ojhn's Indicators and Test-papers 12mo, 2 00 

Tests and Reagents 8vo, 3 00 

* Danneel's Electrochemistry. (Merriam.) 12mo, 1 25 

Dannerth's Methods of Textile Chemistry 12mo, 2 00 

Duhem's Thermodynamics and Chemistry. (Burgess.) 8vo, 4 00 

EflFront's Enzymes and their Applications. (Prescott.) 8vo, 3 00 

Eissler's Modem High Explosives 8vo, 4 00 

Erdmann's Introduction to Chemical Preparations. (Dunlap.) 12mo, 1 25 

Fischer's Oedema. (In Press.) 

* Physiology of Alimentation Large 12mo, 2 00 

Fletcher's Practical Instructions in Quantitative Assaying with the Blowpipe. 

16mo, mor. 1 50 

Fowler's Sewage Works Analyses 12mo, 2 00 

Fresenius's Manual of Qualitative Chemical Analysis. (Wells.) 8vo, 5 00 

Manual of Quahtative Chemical Analysis. Part I. Descriptive. (Wells. )8vo, 3 00 

Quantitative Chemical Analysis. (Cohn.) 2 vols 8vc, 12 50 

When Sold Separately, Vol. I, $6. Vol. II, «8. 

Fuertes's Water and Public Health 12mo, 1 50 

Furman and Pardoe's Manual of Practical Assaying. (Sixth Edition, 

Revised and Enlarged.) 8vo, 3 00 

* Getman's Exercises in Physical Chemistry 12mo, 2 00 

Gill's Gas and Fuel Analysis for Engineers 12mo, 1 25 

* Gooch and Browning's Outlines of Qualitative Chemical Analysis. 

Large 12mo, 1 25 

Grotenfelt's Principles of Modem Dairy Practice. (WoU.) 12mo, 2 00 

Groth's Introduction to Chemical Crystallography (Marshall) 12mo, 1 25 

Hammarsten's Text-book of Physiological Chemistry. (Mandel.) 8vo, 4 00 

Hanausek's Microscopy of Technical Products. (Winton.) 8vo, 5 00 

* Haskins and Macleod's Organic Chemistry 12mo, 2 00 

* Herrick's Denatured or Industrial Alcohol 8vo, 4 00 

Hinds's Inorganic Chemistry 8vo, 3 00 

♦ Laboratory Manual for Students 12mo, 1 00 

* HoUeman's Laboratory Manual of Organic Chemistry for Beginners. 

(Walker.) . 12mo, 1 00 

Text-book of Inorganic Chemistry. (Cooper.) 8vo, 2 50 

Text-book of Organic Chemistry. (Walker and Mott.) 8vo, 2 50 

* HoUey's Lead and Zinc Pigments Large 12mo, 3 00 ' 

HoUey and Ladd's Analysis of Mixed Paints, Color Pigments, and Varnishes. 

Large 12mo, 2 60 

Hopkins's Oil-chemists' Handbook !......... 8vo, 3 00 

Jackson's Directions for Laboratory Work in Physiological Chemistry. .8vo, 1 25 
Johnson's Rapid Methods for the Chemical Analysis of Special Steels, Steel- 
making Alloys and Graphite .Large 12mo, 3 00 

Landauer's Spectrum Analysis. (Tingle.) 8vo, 3 00 

Lassar-Cohn's Application of Some General Reactions to Investigations in 

Organic Chemistry. (Tingle.) 12mo. 1 00 

Leach's Inspection and Anadylsis of Food with Special Reference to State 

• ■' Control 8vo, 7 50 

L6b's' Electrochemistry of Orgkak Compounds. (Lorenz. ) 8vo, 3 00 

Lodge's Notes on Assaying and Metallurgical Laboratory Experiments.. 8vo, 3 00 

Lovir'4 Techhical Method of Ore Analysis 8vo, 3 00 

Laxire^ Eaiflt for Steel Structures 12mo, 1 00 

Lunge's TechAo-chemical Analysis. ' (Cohn.) <•>... 12mo. • 1 00 - 
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* McKay and Larsen's Principles and Practice of Butter-making 8vo, $1 50 

Maire's Modem Pigments and their Vehicles 12mo, 2 00 

Mandel's Handbook for Bio-chemical Laboratory 12mo, 1 50 

* Martin's Laboratory Guide to Qualitative Analysis with the Blowpipe 

12mo. 60 

Mason's Examination of Water. (Chemical and Bacteriological.) 12mo, 1 25 

Water-supply. (Considered Principally from a Sanitary Standpoint.) 

8vo. 4 00 

* Mathewson's First Principles of Chemical Theory. 8vo, 1 00 

Matthews's Laboratory Manual of Dyeing and Textile Chemistry Svo, 3 50 

Textile Fibres. 2d Edition, Rewritten Svo. 4 00 

* Meyer's Determination of Radicles in Carbon Compounds. (Tingle.) 

Third Edition 12mo, 1 25 

Miller's Cyanide Process 12mo, 1 00 

Manual of Assaying 12mo, 1 00 

Minet's Production of Aluminum and its Industrial Use. ( Waldo. )...12mo, 2 50 

* Mittelstaedt's Technical Calculations for Sugar Works. (Bourbakis.) 12mo, 1 50 

Mixter's Elementary Text-book of Chemistry 12mo, 1 50 

Morgan's Elements of Physical Chemistry 12mo, 3 00 

Outline of the Theory of Solutions and its Results 12mo, 1 00 

♦ Physical Chemistry for Electrical* Engineers 12mo, 1 50 

"^ Moore's Outlines of Organic Chemistry 12mo, 1 50 

Morse's Calculations used in Cane-sugar Factories 16mo, mor. 1 50 

* Muir's History of Chemical Theories and Laws Svo, 4 00 

MuUiken's General Method for the Identification of Pure Organic Compounds. 

Vol. I. Compounds of Carbon with Hydrogen and Oxygen. Large Svo, 5 00 

Vol. II. Nitrogenous Compounds. (In Preparation.) s 

Vol. III. The Commercial Dyestuffs Large Svo, 5 00 

* Nelson's Analysis of Drugs and Medicines ] 2mo, 3 00 

Ostwald's Conversations on Chemistry. Part One. (Ramsey.) 12mo, 1 50 

Part Two. (Tumbull.) 12mo, 2 00 

Introduction to Chemistry. (Hall and Williams.) (In Preparation.) 

Owen and Standage's Dyeing and Cleaning of Textile Fabrics 12mo, 2 00 

* Palmer's Practical Test Book of Chemistry 12mo, 1 00 

* Pauli's Physical Chemistry in the Service of Medicine. (Fischer.) . . 12mo, 1 25 
Penfield's Tables of Minerals, Including the Use of Minerals and Statistics 

of Domestic Production Svo, 1 00 

Pictet's Alkaloids and their Chemical Constitution. (Biddle.) Svo, 5 00 

Poole's Calorific Power of Fuels Svo, 3 00 

Prescott and Winslow's Elements of Water Bacteriology, with Special Refer- 
ence to Sanitary Water Analysis 12mo, 1 50 

* Reisig's Guide to Piece-Dyeing Svo, 25 00 

Richards and Woodman's Air, Water, and Food from a Sanitary Stand- 
point : Svo. 2 00 

Ricketts and Miller's Notes on Assaying Svo, 3 00 

Rideal's Disinfection and the Preservation of Food Svo, 4 00 

Sewage and the Bacterial Purification of Sewage Svo, 4 00 

Riggs's Elementary Manual for the Chemical Laboratory Svo, 1 25 

Robine and Lenglen's Cyanide Industry. (Le Clerc.) Svo, 4 00 

Ruddiman's Incompatibilities in Prescriptions Svo, 2 00 

Whys in Pharmacy 12mo, 1 00 

* Ruer's Elements of Metallography. (Mathewson.) Svo, 3 00 

Sabin's Industrial and Artistic Technology of Paint and Varnish Svo, 3 00 

Salkowski's Physiological and Pathological Chemistry. (Omdorff.) Svo, 2 50 

Schimpf 's Essentials of Volumetric Analysis 12mo, 1 25 ■ 

Manual of Volumetric Analysis. (Fifth Edition, Rewritten) Svo, 5 00 

♦ Qualitative Chemical Analysis Svo, 1 25 

* Seamen's Manual for Assayers and Chemists Large 12mo, 2 60 

Smith's Lecture Notes on Chemistry for Dental Students Svo, 2 50 

Spencer's Handbook for Cane Sugar Manufacturers 16mo, mor. 3 00 

Handbook for Chemists of Beet-sugar Houses 16mo, mor. 3 00 

Stockbridgc's Rocks and Soils ^ Svo, 2 50 

Stone's Practical Testing of Gas and Gas Meters Svo, 3 50 

* Tillman's Descriptive General Chemistry Svo, 3 00 

♦ Elementary Lessons in Heat Svo, 1 50 

Treadwell's Qualitative Analysis. (Hall.) Svo, 3 00 

Quantitative Analysis. (Hall.) Svo, 4 00 
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Tomeaure and Russell's Public Water-supplies 8vo, $5 00 

Van Deventer's Physical Chemistry for Beginners. (Boltwood.) 12mo, 1 50 

Venable's Methods and Devices for Bacterial Treatment of Sewage 8vo, 3 00 

Ward and Whipple's Freshwater Biology. (In Press.) 

Ware's Beet-sugar Manufacture and Refining. Vol. 1 8vo, 4 00 

Vol.11 8vo, 5 00 

Washington's Manual of the Chemical Analysis of Rocks 8vo, 2 00 

* Weaver's Military Explosives 8vo, 3 00 

Wells's Laboratory Guide in Qualitative Chemical Analysis 8vo, 1 50 

Short Course in Inorganic Qualitative Chemical Analysis for Engineering 

Students 12mo, 1 50 

Text-book of Chemical Arithmetic 12mo, 1 25 

Whipple's Microscopy of Drinking-water 8vo, 3 50 

Wilson's Chlorination Process 12mo, 1 50 

Cyanide Processes 12mo, 1 50 

Winton's Microscopy of Vegetable Foods 8vo, 7 60 

Zsigmondy's Colloids and the Ultramicroscope. (Alexander.).. Large 12mo, 3 00 



CIVIL ENGINEERING. 

BRIDGES AND ROOFS. HYDRAULICS. MATERIALS OP ENGINEER- 
ING. RAILWAY ENGINEERING. 

Baker's Engineers' Surveying Instruments 12mo, 3 00 

Bixby's Graphical Computing Table Paper 19 J X 24i inches. 25 

Breed and Hosmer's Principles and Practice of Surveying. Vol. I. Elemen- 
tary Surveying 8vo, 3 00 

Vol. II. Higher Surveying 8vo, 2 50 

* Burr's Ancient and Modeiji Engineering and the Isthmian Canal 8vo, 3 50 

Comstock's Field Astronomy for Engineers 8vo, 2 50 

* Corthell's Allowable Pressure on Deep Foundations 12mo, 1 25 

Crandall's Text-book on Geodesy and Least Squares 8vo, 3 00 

Davis's Elevation and Stadia Tables 8vo, 1 00 

Elliott's Engineering for Land Drainage 12mo, 1 50 

* Fiebeger's Treatise on Civil Engineering 8vo, 5 00 

Flemer's Photographic Methods and Instruments 8vo, 5 00 

Folwell's Sewerage. (Designing and Maintenance.) 8vo, 3 00 

Freitag's Architectural Engineering 8vo, 3 60 

French and Ives's Stereotomy 8vo, 2 60 

Goodhue's Municipal Improvements 12mo, 1 50 

* Hauch and Rice's Tables of Quantities for Preliminary Estimates. . . 12mo, 1 25 

Hayford's Text-book of Geodetic Astronomy 8vo, 3 00 

Hering's Ready Reference Tables (Conversion Factors.) 16mo, mor. 2 60 

Hosmer's Azimuth 16mo, mor. 1 00 

Howe's Retaining Walls for Earth 12mo, 1 25 

* Ives's Adjustments of the Engineer's Transit and Level 16mo, bds. 25 

Ives and Hilts's Problems in Surveying, Railroad Surveying and Geod- 
esy 16mo, mor. 1 60 

Johnson's (J. B.) Theory and Practice of Surveying Large 12mo, 4 00 

Johnson's (L. J.) Statics by Algebraic and Graphic Methods 8vo, 2 00 

Kinnicutt, Winslow and Pratt's Sewage Disposal. (In Press.) 

* Mahan's Descriptive Geometry 8vo, 1 60 

Merriman's Elements of Precise Surveying and Geodesy 8vo, 2 60 

Merriman and Brooks's Handbook for Surveyors 16mo, mor. 2 00 

Nugent's Plane Surveying 8vo, 3 50 

Ogden's Sewer Construction 8vo, 3 00 

Sewer Design 12mo, 2 00 

Parsons's Disposal of Municipal Refuse 8vo, 2 00 

Patton's Treatise on Civil Engineering 8vo, half leather, 7 60 

Reed's Topographical Drawing and Sketching 4to, 6 00 

Rideal's Sewage and the Bacterial Purification of Seirage 8vo, 4 00 

Riemer's Shaft-sinking under Difficult Conditions. (Coming and Podle.).8vD, 3 00 

Siebert and Biggin's Modem Stone-cutting and Masonry 8vo, 1 50 

Smith's Manual of Topographical Drawing. (McMillan. ) m,, 8vow 2 50 
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Soper's Air and Ventilation of Subways 12mo, $2 50 

* Tracy's Exercises in Surveying 12mo, mor. 1 00 

Tracy's Plane Surveying 16mo, mor. 3 00 

* Trautwine's Civil Engineer's Pocket-book 16mo, mor. 5 00 

Venable's Garbage Crematories in America 8vo, 2 00 

Methods and Devices for Bacterial Treatment of Sewage 8vo, 3 00 

Wait's Engineering and Architectural Jurisprudence 8vo, 6 00 

Sheep, 6 50 

Law of Contracts 8vo, 3 00 

Law of Operations Preliminary to Construction in Engineering and 

Architecture 8vo, 5 00 

Sheep, 5 50 

Warren's Stereotomy — Problems in Stone-cutting 8vo, 2 50 

* Waterbury's Vest-Pocket Hand-book of Mathematics for Engineers. 

2iX 51 inches, mor. 100 

♦ Enlarpfid Editioti. Including Tables mor. 1 50 

Webb's Proolems in the Use and Adjustment of Engineering Instruments. 

16mo, mor. 1 25 

Wilson's Topographic Surveying 8vo, 3 60 



BRIDGES AND ROOFS. 

Boiler's Practical Treatise on the Construction of Iron Highway Bridges.. 8vo, 2 00 

* Thames River Bridge Oblong paper, 5 00 

Burr and Palk's Design and Construction of Metallic Bridges 8vo, 5 00 

Influence Lines for Bridge and Roof Computations : 8vo, 3 00 

Du Bois's Mechanics of Engineering. Vol. II Small 4to, 10 00 

Poster's Treatise on Wooden Trestle Bridges 4to, 5 00 

Fowler's Ordinary Foundations 8vo, 3 60 

Greene's Arches in Wood, Iron, and Stone 8vo, 2 53 

Bridge Trusses 8vo, 2 60 

Roof Trusses 8vo, 1 25 

Grimm's Secondary Stresses in Bridge Trusses 8vo, 2 50 

Heller's Stresses in Structures and the Accompanying Deformations. . . . 8vo, 3 03 

Howe's Design of Simple Roof- trusses in Wood and Steel 8vo. 2 00 

Symmetrical Masonry Arches 8vo, 2 50 

Treatise on Arches 8vo, 4 00 

♦ Jacoby's Structural Details, or Elements of Design in Heavy Framing, 8vo, 2 25 
Johnson, Bryan and Tumeaure's Theory and Practice in the Designing of 

Modem Framed Structures Small 4to, 10 00 

•♦ Johnson. Bryan and Tumeaure's Theory and Practice in the Designing of 

Modem Framed Structures. New Edition. Part 1 8vo, 3 00 

Merriman and Jacoby's Text-book on Roofs and Bridges: 

Part I. Stresses in Simple Trusses 8vo, 2 50 

Part II. Graphic Statics 8vo, 2 50 

Part III. Bridge Design 8vo, 2 50 

Part IV. Higher Stmctures 8vo, 2 50 

Mjorison's Memphis Bridge Oblong 4to, 10 00 

Sondericker's Graphic Statics, with Applications to Trusses, Beams, and 

Arches 8vo, 2 00 

Waddell's De Pontibus, Pocket-book for Bridge Engineers 16mo, mor. 2 00 

♦ Specifications for Steel Bridges.. 12mo> 50 

Waddell and Harrington's Bridge Engineering. (In Preparation.) 



HYDRAULICS. 

Barnes's Ice Formation 8vo, 3 00 

Bazih's Experiments upon the Contraction of the Liquid Vein Issuing from 

an Orifice. (Trautwine.) 8vo, 2 00 

Bovey 's Treatise on Hydraulics 8vo, 6 00 

Church's Diagrams of Mean Velocity of Water in Open Channels. 

Oblong 4to, paper, 1 50 

Hydraulic Motors 8vo, 2 Oa 
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Coffin's Graphical Solution of Hydraulic Problems 16mo, mor. 

Plather's Dynamometers, and the Measurement of Power 12mo, 

Folwell's Water-supply Engineering 8vo, 

Frizell's Water-power 8vo, 

Puertes's Water and Public Health 12mo, 

Water-filtration Works 12mo, 

Ganguillet and Kutter's General Formula for the Uniform Flow of Water in 

Rivers and Other Channels. (Hering and Trautwine.) 8vo, 

Hazen's Clean Water and How to Get It Large 12mo, 

Filtration of Public Water-supplies 8vo, 

Hazelhurst's Towers and Tanks for Water-works 8vo, 

Herschel's 115 Experiments on the Carrying Capacity of Large, Riveted, Metal 

Conduits 8vo, 

Hoyt and Grover's River Discharge 8vo, 

Hubbard and Kiersted's Water-works Management and Maintenance. 

8vo, 4 00 

* Lyndon's Development and Electrical Distribution of Water Power. 

8vo, 3 00 
Mason's Water-supply. (Considered Principally from a Sanitary Stand- 
point.) 8vo, 

Merriman's Treatise on Hydraulics 8vo, 

* Molitor's Hydraulics of Rivers, Weirs and Sluices 8vo, 

* Morrison and Brodie's High Masonry Dam Design 8vo, 

* Richards's Laboratory Notes on Industrial Water Analysis 8vo, 

Schuyler's Reservoirs for Irrigation, Water-power, and Domestic Water- 
supply. Second Edition, Revised and Enlarged L^rge 8vo, 

* Thomas and Watt's Improvement of Rivers 4to, 

Tumeaure and Russell's Public Water-supplies 8 vo, 

Wegmann's Design and Construction of Dams. 5th Ed., enlarged 4to, 

Water-Supply of the City of New York from 1658 to 1895 4to, 

Whipple's Value of Pure Water Large 12mo, 

Williams and Hazen's Hydraulic Tables 8vo, 

Wilson's Irrigation Engineering 8vo, 

Wood's Turbines 8vo, 



MATERIALS OF ENGINEERING. 

Baker's Roads and Pavements 8vo, 5 00 

Treatise on Masonry Construction 8vo, 6 00 

Black's United States Public Works Oblong 4to, 6 00 

Blanchard's Bituminous Roads. (In Preparation.) 

Bleininger's Manufacture of Hydraulic Cement. (In Preparation.) 

* Bovey's Strength of Materials and Theory of Structures 8vo, 7 50 

Burr's Elasticity and Resistance of the Materials of Engineering 8vo, 7 50 

Byrne's Highway Construction 8vo, 6 00 

Inspection of the Materials and Workmanship Employed in Construction. 

16mo, 3 00 

Church's Mechanics of Engineering 8vo, 6 00 

Du Bois's Mechanics of Engineering. 

Vol. I. Kinematics, Statics, Kinetics Small 4to, 7 50 

Vol. II. The Stresses in Framed Structures, Strength of Materials and 

Theory of Flexures Small 4to, 10 00 

* Eckel's Cements, Limes, and Plasters 8vo, 6 00 

Stone and Clay Products used in Engineering. (In Preparation.) 

Fowler's Ordinary Foundations 8vo, 3 50 

* Greene's Structural Mechanics 8vo, 2 50 

* Holley's Lead and Zinc Pigments Large 12mo, 3 00 

Holley and Ladd's Analysis of Mixed Paints, Color Pigments and Varnishes. 

Large 12mo, 2 60 

* Hubbard's Dust Preventives and Road Binders 8vo, 3 00 

Johnson's (C. M.) Rapid Methods for the Chemical Analysis of Special Steels, 

Steel-making Alloys and Graphite Large 12mo, 3 00 

Johnson's (J. B.) Materials of Construction Large 8vo, 6 00 

Keep's Cast Iron 8vo, 2 60 

Lanza's Applied Mechanics 8vo, 7 50 

Lowe's Paints for Steel Structures 12mo, 1 00 
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Maire's Modem Pigments and their Vehicles 12mo, $2 00 

Maurer's Technical Mechanics 8vo, 4 00 

Merrill's Stones for Building and Decoration 8vo, 5 00 

Merriman's Mechanics of Materials 8vo, 5 00 

* Strength of Materials 12mo, 1 00 

Metcalf's Steel. A Manual for Steel-users 12mo, 2 00 

Morrison's Highway Engineering 8vo, 2 60 

Patton's Practical Treatise on Foundations .8vo, 5 00 

Rice's Concrete Block Manufacture 8vo, 2 00 

Richardson's Modem Asphalt Pavement 8vo, 3 00 

Richey's Building Foreman's Pocket Book and Ready Reference. 16mo,mor. 5 00 

* Cement Workers' and Plasterers' Edition (Building Mechanics' Ready 

Reference Series) 16mo, mor. 1 60 

Handbook for Superintendents of Construction 16mo, mor. 4 00 

♦Stone and Brick Masons' Edition (Building* Mechanics' Ready 

Reference Series) 16mo, mor. 1 60 

* Ries's Clays : Their Occurrence, Properties, and Uses 8vo, 6 00 

* Ries and Leighton's History of the Clay-working Industry of the United 

States 8vo. 2 60 

Sabin's Industrial and Artistic Technology of Paint and Varnish 8vo, 3 00 

* Smith's Strength of Material 12mo 1 26 

Snow's Principal Species of Wood 8vo, 3 60 

Spalding's Hydraulic Cement 12mo, 2 00 

Text-book on Roads and Pavements 12mo. 2 00 

**Taylor and Thompson's Extracts on Reinforced Concrete Designs. . . .8vo, 2 60 

Treatise on Concrete, Plain and Reinforced 8vo, 6 00 

Thurston's Materials of Engineering. In Three Parts « . . . . 8vo, 8 00 

Part I. Non-metallic Materials of Engineering and Metallurgy 8vo, 2 00 

Part II. Iron and Steel 8vo. 3 60 

Part HI. A Treatise on Brasses, Bronzes, and Other Alloys and their 

Constituents 8vo, 2 50 

Tillson's Street Pavements and Paving Materials 8vo, 4 00 

* Trautwine's Concrete, Plain and Reinforced 16mo, 2 00 

Tumeaure and Maurer's Principles of Reinforced Concrete Construction. 

Second Edition, Revised and Enlarged 8vo, 3 60 

Waterbury's Cement Laboratory Manual 12mo, 1 00 

Wood's (De V.) Treatise on the Resistance of Materials, and an Appendix on 

the Preservation of Timber 8vo, 2 00 

Wood's (M. P.) Rustless Coatings: Corrosion and Electrolysis of Iron and 

Steel 8vo, 4 00 



RAILWAY ENGINEERING. 

Andrews's Handbook for Street Railway Engineers 3X6 inches, mor. 1 26 

Berg's Buildings and Structures of American Railroads 4to, 6 00 

Brooks's Handbook of Street Railroad Location 16mo, mor. 1 60 

Butts's Civil Engineer's Field-book 16mo, mor. 2 60 

Crandall's Railway and Other Earthwork Tables 8vo, 1 60 

Transition Curve 16mo, mor. 1 60 

* Crockett's Methods for Earthwork Computations 8vo, 1 60 

Dredge's History of the Pennsylvania Railroad. (1879) Paper, 6 00 

Fisher's Table of Cubic Yards Cardboard, 26 

Godwin's Railroad Engineers' Field-book and Explorers' Guide. . 16mo, mor. 2 60 
Hudson's Tables for Calculating the Cubic Contents of Excavations and Em- 
bankments 8vo, 1 00 

Ives and Hilts's Problems in Surveying, Railroad Surveying and Geodesy 

Iftmo, mor. 1 60 

Molitor and Beard's Manual for Resident Engineers 16mo. 1 00 

Nagle's Field Manual for Railroad Engineers I6m(>, mor. 3 00 

* Orrock's Railroad Structures and Estimates 8vo, 3 00 

Philbrick's Field Manual for Engineers 16mo, mor. 3 00 

Raymond's Railroad Engineering. 3 volumes. 

Vol. I. Railroad Field Geometry. (In Press.) 

Vol. II. Elements of Railroad Engineering 8vo. 3 60 

Vol. III. Railroad Engineer's Field Book. (In Preparation.) 
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Roberts' Track Formulae and Tables. (In Press.) 

Searles's Field Engineering IGmo, mor. $3 00 

Railroad Spiral 16mo, mor. 1 60 

Taylor's Prismoidal Formulae and Earthwork 8vo, 1 50 

* Trautwine's Field Practice of Laying Out Circular Curves for Railroads. 

12mo, mor. 2 50 

* Method of Calculating the Cubic Contents of Excavations and Em- 
bankments by the Aid of Diagrams 8vo, 2 00 

Webb's Economics of Railroad Construction Large 12mo, 2 50 

Railroad Construction 16mi), mor. 5 00 

Wellington's Economic Theory of the Location of Railways Large 12mo, 5 00 

Wilson's Elements of Railroad-Track and Construction 12mo, 2 00 



DRAWING. 

Barr's Kinematics of Machinery 8vo, 2 50 

* Bartlett's Mechanical Drawing 8vo, 3 00 

* •* " " Abridged Ed 8vo. 160 

Bartlett and Johnson's Engineering Descriptive Geometry. (In Press.) 

Coolidge's Manual of Drawing 8vo, paper, 1 00 

Coolidge and Freeman's Elements of General Drafting for Mechanical Engi- 
neers Oblong 4to, 2 50 

Durley's Kinematics of Machines 8vo, 4 00. 

Emch's Introduction to Projective Geometry and its Application 8vo, 2 50 

Hill's Text-book on Shades and Shadows, and Perspective 8vo, 2 00 

Jamison's Advanced Mechanical Drawing 8vo, 2 00 

Elements of Mechanical Drawing 8vo, 2 50 

Jones's Machine Design: 

Part I. Kinematics of Machinery 8vo, 1 50 

Part II. Form, Strength, and Proportions of Parts 8vo, 3 00 

* Kimball and Barr's Machine Design 8vo, 3 00 

MacCord's Elements of Descriptive Geometry 8vo, 3 00 

Kinematics; or. Practical Mechanism 8vo, 5 00 

Mechanical Drawing 4to, 4 00 

Velocity Diagrams 8vo, 1 50 

McLeod^s Descriptive Geometry Large 12mo, 1 50 

<= Mahan's Descriptive Geometry and Stone-cutting 8vo, 1 50 

Industrial Drawing. (Thompson.) 8vo, 3 50 

Moyer's Descriptive Geometry 8vo, 2 00 

Reed's Topographical Drawing and Sketching 4to, 5 00 

Reid's Course in Mechanical Drawing 8vo, 2 00 

Text-book of Mechanical Drawing and Elementary Machine Design.. 8vo, 3 00 

Robinson's Principles of Mechanism 8vo, 3 00 

Schwamb and Merrill's Elements of Mechanism 8vo, 3. 00 

Smith (A. W.) and Marx's Machine Design 8vo, 3 , 00 

Smith's (R. S.) Manual of Topographical Drawing. (McMillan.) 8vo, 2 50 

* Titsworth's Elements of Mechanical Drawing Oblong 8vo, 1 25 

Warren's Drafting Instruments and Operations 12mo. 1 25 

Elements of Descriptive Geometry, Shadows, and Perspective 8vo, 3 60 

Elements of Machine Construction and Drawing 8vo, 7 60 

Elements of Plane and Solid Free-hand Geometrical Drawing. . . . 12mo» -Ir 00 

General Problems of Shades and Shadows 8vo,. 3 00 

Manual of Elementary Problems in the Linear Perspective of Forms and 

Shadow 12mQ, 1 00 

Manual of Elementary Projection Drawing 12mo, 1 60 

Plane Problems in Elementary Geometry 12mo, 1 26 

Weisbach's Kinematics and Power of "Transmission. (Hermann and 

Klein.) 8vo» 6 00 

Wilson's {H. M.) Topographic Surveying 8vo, 3 ,6Q 

* Wilson's (V. T.) Descriptive Geometry 8yo, 1 60 

Free-hand Lettering 8vok 1 00 

Free-hand Perspective 8vo, 2 50 

Woolf's Elementary Course in Descriptive Geometry Large 8vo» 3 00 
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ELECTRICITY AND PHYSICS. 

* Abegg's Theory of Electrolytic Dissociation, (von Ende.*) 12mo, $1 25 

Andrews's Hand-book for Street Railway Engineering 3X5 inches, mor. 1 25 

Anthony and Ball's Lecture-notes on the Theory of Electrical Measure- 
ments 12mo, 1 00 

Anthony and Brackett's Text-book of Physics. (Magie.) ... .Large 12mo. 3 00 

Benjamin's History of Electricity 8vo, 3 00 

Betts's Lead Refining and Electrolysis 8vo, 4 00 

Classen's Quantitative Chemical Analysis by Electrolysis. (Boltwood.).8vo. 3 00 

* Collins's Manual of Wireless Telegraphy and Telephony 12mo, 1 60 

Crehore and Squier's Polarising Photo-chronograph 8vo, 3 00 

* Danneel's Electrochemistry. (Merriam.) 12mo, 1 25 

Dawson's "Engineering" and Electric Traction Pocket-book. . . . 16mo, mor. 5 00 
Dolezalek's Theory of the Lead Accumulator (Storage Battery) . (von Ende. ) 

12mo. 2 60 

Duhem's Thermodynamics and Chemistry. (Burgess.) 8vo, 4 00 

Flather's Dynamometers, and the Measurement of Power 12mo, 3 00 

* Getman's Introduction to Physical Science 12mo, 1 50 

Gilbert's De Magnete. (Mottelay ) 8vo, 2 50 

* Hanchett's Alternating Currents 12mo, 1 00 

Hering's Ready Reference Tables (Conversion Factors) 16mo, mor. 2 60 

* Hobart and Ellis's High-speed Dynamo Electric Machinery 8vo, 6 00 

Holman's Precision of Measurements 8vo, 2 00 

Telescopic Mirror-scale Method, Adjustments, and Tests. . . . Large 8vo, 75 

* Karapetoff's Experimental Electrical Engineering 8vo, 8 00 

Kinzbrunner's Testing of Continuous-ciurent Machines 8vo, 2 00 

Landauer's Spectrum Analysis. (Tingle.) 8vo, 3 00 

Le Chatelier's High- temperature Measurements. (Boudouard — Burgess. )12mo. 3 00 

Lob's Electrochemistry of Organic Compounds. (Lorenz.) 8vo, 3 00 

* Lyndon's Development and Electrical Distribution of Water Power. .8vo, 3 00 

* Lyons's Treatise on Electromagnetic Phenomena. Vols. I .and II. 8vo, each, 6 00 

* Michie's Elements of Wave Motion Relating to Sound and Light 8vo, 4 OO 

Morgan's Outline of the Theory of Solution and its Results 12mo, 1 00 

* Physical Chemistry for Electrical Engineers. 12mo, 1 50 

* Norris's Introduction to the Study of Electrical Engineering 8vo, 2 50 

Norris and Dennison's Course of Problems on the Electrical Characteristics of 

Circuits and Machines. (In Press.) 

* Parshall and Hobart's Electric Machine Design 4to, half mor, 12 60 

Reagan's Locomotives: Simple, Compoimd, and Electric. New Edition. 

Large 12mo, 3 60 

* Rosenberg's Electrical Engineering. (Haldane Gee — Kinzbrunner.). .8vo, 2 00 

Ryan, Norris, and Hoxie's Electrical Machinery. Vol. 1 8vo, 2 60 

Schapper's Laboratory Guide for Students in Physical Chemistry 12mo, 1 00 

* Tillman's Elementary Lessons in Heat 8vo, 1 60 

Tory and Pitcher's Manual of Laboratory Physics Large 12mo, 2 00 

Ulke's Modem Electrolytic Copper Refining 8vo, 3 00 



LAW. 

* Brennan's Hand-book of Useful Legal Information for Business Men. 

16mo, mor. 5 00 

* Davis's Elements of Law 8vo, 2 60 

* Treatise on the Military Law of United States 8vo, 7 00 

* Dudley's Military Law and the Procedure of Courts-martial. . Large 12mo, 2 60 

Manual for Courts-martial 16mo, mor. 1 60 

Wait's Engineering and Architectural Jurisprudence 8vo, 6 00 

Sheep, 6 50 

Law of Contracts 8vo, 3 00 

Law of Operations Preliminary to Construction in Engineering and 

Architecture 8vo, 5 00 

Sheep, 6 50 

Baker's Elliptic Functions 8vo, 1 50 
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MATHEMATICS. 

Briggs's Elements of Plane Analytic Geometry. (B6cher.) 12mo, $1 00 

* Buchanan's Plane and Spherical Trigonometry 8vo, 1 00 

Byerly 's Harmonic Functions 8vo, 1 00 

Chandler's Elements of the Infinitesimal Calculus 12mo, 2 00 

* Coffin's Vector Analysis 12mo, 2 50 

Compton's Manual of Logarithmic Computations 12mo, 1 50 

* Dickson's College Algebra Large 12mo, 1 50 

* Introduction to the Theory of Algebraic Equations Large 12mo, 1 25 

Emch's Introduction to Projective Geometry and its Application 8vo, 2 50 

Fiske's Functions of a Complex Variable 8vo, 1 00 

Halsted's Elementary Synthetic Geometry 8vo, 1 60 

Elements of Geometry 8vo, 1 75 

* Rational Geometry 12mo, 1 60 

Synthetic Projective Geometry , 8vo,. 1 00 

* Hancock's Lectures on the Theory of Elliptic Functions 8vo, 5 00 

Hyde's Grassmann's Space Analysis 8vo, 1 00 

* Johnson's (J. B.) Three-place Logarithmic Tables: Vest-pocket size, paper, 15 

* 100 copies, 6 00 

* Mounted on heavy cardboard. 8 X 10 inches, 25 

* 10 copies. 2 00 
Johnson's (W. W.) Abridged Editions of Differential and Integral Calculus. 

Large 12mo, 1 vol. 2 50 

Curve Tracing in Cartesian Co-ordinates 12mo, 1 00 

Differential Equations 8vo, 1 00 

Elementary Treatise on Differential Calculus Large 12mo, 1 60 

Elementary Treatise on the Integral Calculus Large 12mo. 1 50 

* Theoretical Mechanics 12mo, 3 00 

Theory of Errors and the Metjiod of Least Squares 12mo, 1 60 

Treatise on Differential Calculus Large 12mo, 3 00 

Treatise on the Integral Calculus L^ge 12mo, 3 00 

Treatise on Ordinary and Partial Differential Equations. . .Large 12mo. 3 60 

Karapetoff's Engineering Applications of Higher Mathematics. (In Preparation.) 

Laplace's Philosophical Essay on Probabilities. (Truscott and Emory.) . 12mo, 2 00 

* Ludlow's Logarithmic and Trigonometric Tables 8vo, 1 00 

* Ludlow and Bass's Elements of Trigonometry and Logarithmic and Other 

Tables 8vo. 3 00 

* Trigonometry and Tables published separately Each, 2 00 

Macf arlane's Vector Analysis and Quaternions 8vo, 1 00 

McMahon's Hyperbolic Functions ,..,.,.. 8vo, 1 00 

Manning's Irrational Numbers and their Representation by Sequences and 

Series 12mo, 1 26 

Mathematical Monographs. Edited by Mansfield Merriman and Robert 

S. Woodward Octavo, each 1 00 

No. 1. History of Modem Mathematics, by David Eugene Smith. 
No. 2. Synthetic Projective Geometry, by George Bruce Halsted. 
No. 3. Determinants, by Laenas Gifford Weld. No. 4. Hyper- 
bolic Functions, by James McMahon. No. 5. Harmonic Func- 
tions, by William E. Byerly. No. 6. Grassmann's Space Analysis, 
by Edward W. Hyde. No. 7. Probability and Theory of Errors, 
by Robert S. Woodward. No. 8. Vector Analysis and Quaternions, 
by Alexander Macfarlane. No. 9. Differential Equations, by 
William Woolsey Johnson. No. 10. The Solution of Equations, 
by Mansfield Merriman. No. 11. Functions of a Complex Variable, 
by Thomas S. Fiske. 

Maurer's Technical Mechanics 8vo, 4 00 

Merriman's Method of Least Squares 8vo, 2 00 

Solution of Equations 8vo, 1 00 

Moritz's Elements of Plane Trigonometry. (In Press.) 

Rice and Johnson's Differential and Integral Calculus. 2 vols, in one. 

Large 12mo. 1 50 

Elementary Treatise on the Differential Calculus Large 12mo, 3 00 

Smith's History of Modem Mathematics 8vo, 1 00 

* Veblen and Lennes's Introduction to the Real Infinitesimal Analysis of One 

Variable 8vo, 2 00 
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* Waterbury's Vest Pocket Hand-book of Mathematics for Engineers. 

2t X 51 inches, mor. SI 00 

* Enlarged Edition, Including Tables mor. 1 50 

Weld's Determinants 8vo, 1 00 

Wood's Elements of Co-ordinate Geometry 8vo, 2 00 

Woodward's Probability and Theory of Errors. . .% 8vo, 1 00 



MECHANICAL ENGINEERING. 

MATERIALS OF ENGINEERING. STEAM-ENGINES AND BOILERS. 

Bacon's Forge Practice 12mo, 1 50 

Baldwin's Steam Heating for Buildings 12mo. 2 50 

Barr's Kinematics of Machinery 8vo, 2 50 

* Bartlett's Mechanical Drawing 8vo, 3 00 

* *• " " Abridged Ed 8vo, 1 50 

Bartlett and Johnson's Engineering Descriptive Geometry. (In Press.) 

* Burr's Ancient and Modern Engineering and the Isthmian Canal 8vo, 3 50 

Carpenter's Experimental Engineering 8vo', 6 00 

Heating and Ventilating Buildings 8vo, 4 00 

* Clerk's The Gas, Petrol and Oil Engine 8vo, 4 00 

Compton's First Lessons in Metal Working 12mo, 1 50 

Compton and De Groodt's Speed Lathe 12mo, 1 50 

Coolidge's Manual of Drawing 8vo, paper, 1 00 

Coolidge and Freeman's Elements of General Drafting for Mechanical En- 
gineers Oblong 4to, 2 50 

Cromwell's Treatise on Belts and Pulleys 12mo, 1 50 

Treatise on Toothed Gearing 12mo, 1 50 

Dingey's Machinery Pattern Making 12mo, 2 00 

Durley's Kinematics of Machines 8vo, 4 00 

Flanders's Gear -cutting Machinery Large 12mo, 3 00 

Flather's Dynamometers and the Measurement of Power 12mo, 3 00 

Rope Driving 12mo, 2 00 

Gill's Gas and Fuel Analysis for Engineers 12mo, 1 26 

Goss's Locomotive Sparks 8vo, 2 00 

Greene's Pumping Machinery. (In Preparation.) 

Hering's Ready Reference Tables (Conversion Factors) 16mo. mor. 2 60 

* Hobart and Ellis's High Speed Dynamo Electric Machinery 8vo, 6 00 

Hutton's Gas Engine 8vo, 5 00 

Jamison's Advanced Mechanical Drawing 8vo, 2 00 

Elements of Mechanical Drawing 8vo, 2 50 

Jones's Gas Engine 8vo, 4 00 

Machine Design: 

Part I. Kinematics of Machinery 8vo, 1 60 

Part II. Form, Strength, and Proportions of Parts 8vo, 3 00 

* Kent's Mechanical Engineer's Pocket-Book 16mo, mor. 6 00 

Kerr's Power and Power Transmission 8vo, 2 00 

* Kimball and Barr's Machine Design 8vo, 3 00 

Leonard's Machine Shop Tools and Methods 8vo, 4 00 

* Levin's Gas Engine 8vo, 4 00 

* Lorenz's Modem Refrigerating Machinery. (Pope, Haven, and Dean). .8vo, 4 00 
MacCord's Kinematics; or, Practical Mechanism 8vo, 5 00 

Mechanical Drawing 4to, 4 00 

Velocity Diagrams 8vo, 1 50 

MacFarland's Standard Reduction Factors for Gases 8vo, 1 50 

Mahan's Industrial Drawing. (Thompson.) 8vo, 3 50 

Mehrtens's Gas Engine Theory and Design Large 12mo, 2 60 

Oberg's Handbook of Small Tools Large 12mo. 3 00 

* Parshali and Hobart's Electric Machine Design. Small 4to, half leather, 12 50 

Pecle's Compressed Air Plant for Mines 8vo, 3 00 

Poole's Calorific Power of Fuels 8vo, 3 00 

* Porter's Engineering Reminiscences, 1865 to 1882 8vo, 3 00 

Reid's Course in Mechanical Drawing 8vo, 2 00 

Text-book of Mechanical Drawing and Elementary Machine Design.8vo. 3 00 
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Richards's Compressed Air 12mo, $1 50 

Robinson's Principles of Mechanism 8vo, 

Schwamb and Merrill's Elements of Mechanism 8vo, 

Smith (A. W.) and Marx's Machine Design 8vo. 

Smith's (O.) Press-working of Metals 8vo. 

Sorel's Carbureting and Combustion in Alcohol Engines. (Woodward and 

Preston.) Large 12mo. 

Stone's Practical Testing of Gas and Gas Meters 8vo, 

Thurston's Animal as a Machine and Prime Motor, and the Laws of Energetics. 

12mo. 
Treatise on Friction and Lost Work in Machinery and Mill Work. . .8vo, 

* Tillson's Complete Automobile Instructor 16mo, 

* Titsworth's Elements of Mechanical Drawing Oblong 8vo, 

Warren's Elements of Machine Construction and Drawing 8vo. 

* Waterbury's Vest Pocket Hand-book of Mathematics for Engineers. 

2|X5i inches, mor. 

♦ Enlarged Edition, Including Tables mor. 

Weisbach's Kinematics and the Power of Transmission. (Herrmann — 

Klein.) 8vo, 

Machinery of Transmission and Governors. (Hermann — Klein.). .8vo, 
Wood's Turbines 8vo, 



MATERIALS OF ENGINEERING. 

* Bovey's Strength of Materials and Theory of Structures 8vo, ^ SO 

Burr's Elasticity and Resistance of the Materials of Engineering 8vo, 7 50 

Church's Mechanics of Engineering 8vo, 6 OQ 

* Greene's Structural Mechanics 8vo, 2 50 

* Holley's Lead and Zinc Pigments Large 12mo 3 (X> 

Holley and Ladd's Analysis of Mixed Paints, Color Pigmente, and Varnishes. 

Large 12mo, 2 60 
Johnson's (C. M.) Rapid Methods for the Chemical Analysis of Special 

Steels, Steel-Making Alloys and Graphite Large 12mo, 3 00 

Johnson's (J. B.) Materials of Construction 8vo, 6 00 

Keep's Cast Iron 8vo. 2 50 

Lanza's Applied Mechanics 8vo, 7 50 

Lowe's Paints for Steel Structures 12mo, 1 00 

Maire's Modem Pigments and their Vehicles I2mo, 2 00 

Maurer's Technical Mechanics 8vo, 4 00 

Merriman's Mechanics of Materials 8vo, 5 00 

* Strength of Materials 12rao, 1 00 

Metcalf 's Steel. A Manual for Steel-users 12mo. 2 00 

Sabin's Industrial and Artistic Technology of Paint and Varnish 8vo, 3 QO 

Smith's ((A. W.) Materials of Machines 12mo, 1 00 

* Smith's (H. E.) Strength of Material 12mo, 1 25 

Thurston's Materials of Engineering 3 vols., 8vo, 8 00 

Part I. Non-metallic Materials of Engineering 8vo, 2 00 

Part II. Iron and Steel 8vo. 3 50 

Part III. A Treatise on Brasses, Bronzes, and Other Alloys and their 

Constituents 8vo, 2 50 

Wood's (De V.) Elements of Analytical Mechanics 8vo, 3 00 

Treatise on the Resistance of Materials and an Appendix on the 

Preservation of Timber 8vo, 2 00 

Wood's (M. P.) Rustless Coatings: Corrosion and Electrolysis of Iron and 

Steel 8vo, 4 00 



STEAM-ENGINES AND BOILERS. 

Berry's Temperature-entropy Diagram 12mo, 2 OO 

Camot's Reflections on the Motive Power of Heat. (Thurston.) 12mo, 1 60 

'base's Art of Pattern Making 12mo, 2 50 
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Creighton's Steam-engine and other Heat Motors 8vo, $5 00 

Dawson's "Engineering" and Electric Traction Pocket-book. .. . 16mo, mor. 5 00 

* Gebhardt's Steam Power Plant Engineering 8vo, 6 00 

Goss's Locomotive Performance 8vo, 5 00 

Hemenway's Indicator Practice and Steam-engine Economy 12mo, 2 00 

Hutton's Heat and Heat-engines 8vo, 5 00 

Mechanical Engineering of Power Plants. . 8vo, 6 00 

Kent's Steam Boiler Economy 8vo, 4 00 

Kneass's Practice and Theory of the Injector 8vo, 1 50 

MacCord's Slide-valves 8vo, 2 00 

Meyer's Modem Locomotive Construction 4to, 10 00 

Moyer's Steam Turbine 8vo, 4 00 

Peabody's Manual of the Steam-engine Indicator 12mo, 1 50 

Tables of the Properties of Steam and Other Yapors and Temperature- 
Entropy Table 8vo, 1 00 

Thermodynamics of the Steam-engine and Other Heat-engines. . . .8vo, 5 00 

Valve-gears for Steam-engines 8vo, 2 50 

Peabody and Miller's Steam-boilers 8vo, 4 00 

Pupin's Thermodynamics of Reversible Cycles in Gases and Saturated Vapors. 

(Osterberg.). 12mo, 1 25 

Reagan's Locomotives: Simple, Compound, and Electric. New Edition. 

Large 12mo, 3 50 

Sinclair's Locomotive Engine Running and Management 12mo, 2 00 

Smart's Handbook of Engineering Laboratory Practice 12mo, 2 50 

Snow's Steam-boiler Practice 8vo, 3 00 

Spangler's Notes on Thermodynamics 12mo, 1 00 

Valve-gears 8vo, 2 50 

Spangler, Greene, and Marshall's Elements of Steam-engineering 8vo, 3 00 

Thomas's Steam-turbines 8vo, 4 00 

Thurston's Handbook of Engine and Boiler Trials, and the Use of the Indi- 
cator and the Prony Brake 8vo, 5 00 

Handy Tables 8vo, 1 50 

Manual of Steam-boilers, their Designs, Construction, and Operation 8vo, 5 00 

Manual of the Steam-engine 2 vols.. 8vo, 10 00 

Part I. History, Structure, and Theory 8vo, 6 00 

Part II. Design, Construction, and Operation 8vo, 6 00 

Wehrenfennig's Analysis and Softening of Boiler Feed-water. (Patterson.) 

8vo, 4 00 

Weisbach's Heat, Steam, and Steam-engines. (Du Bois.) 8vo. 5 00 

Whitham's Steam-engine Design 8vo, 5 00 

Wood's Thermodynamics, Heat Motors, and Refrigerating Machines. . .8vo, 4 00 



MECHANICS PURE AND. APPLIED. . 

Church's Mechanics of Engineering 8vo, 6 00 

Notes and Examples in Mechanics 8vo, 2 00 

Dana's Text-book of Elementary Mechanics for Colleges and Schools .12mo, 1 50 
Du Bois's Elementary Principles of Mechanics: 

Vol. I. Kinematics 8vo, 3 50 

Vol. II. Statics 8vo. 4 00 

Mechanics of Engineering. Vol. I Small 4to, 7 50 

Vol. II Small 4to, 10 00 

* Greene's Structural Mechanics 8vo, 2 50 

Hortmann's Elementary Mechanics for Engineering Students. (In Press.) 
James's Kinematics of a Point and the Rational Mechanics of a Particle. 

Large 12mo, 2 00 

* Johnson's (W. W.) Theoretical Mechanics 12mo, 3 00 

Lanza's Applied Mechanics 8vo, 7 60 

* Martin's Text Book on Mechanics, Vol. I. Statics 12mo, 1 25 

* Vol. II. Kinematics and Kinetics. 12mo, 1 50 

Maurer's Technical Mechanics 8vo, 4 00 

* Merriman's Elements of Mechanics 12mo, 1 00 

Mechanics of Materials 8vo, 5 00 

* Michie's Elements of Analytical Mechanics 8vo, 4 00 

Robinson's Principles of Mechanism 8vo, 3 00 
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Sanborn's Mechanics Problems Large 12mo, $1 50 

Schwamb and Merrill's Elements of Mechanism 8vo, 3 00 

Wood's Elements of Analytical Mechanics 8vo, 3 00 

Principles of Elementary Mechanics 12mo, 1 25 

MEDICAL. 

* Abderhalden's Physiological Chemistry in Thirty Lectures. (Hall and 

Defren.) 8vo, 5 00 

von Behring's Suppression of Tuberculosis. (Bolduan.) 12mo, 1 00 

Bolduan's Immune Sera 12mo, 1 50 

Bordet's Studies in Immunity. (Gay.) 8vo, 6 00 

Chapin's The Sources and Modes of Infection. (In Press.) 
Davenport's Statistical Methods with Special Reference to Biological Varia- 
tions 16mo, mor. 1 50 

Ehrlich's Collected Studies on Immunity. (Bolduan.) 8vo, 6 00 

Fischer's Oedema. (In Press.) 

* Physiology of Alimentation Large 12mo, 2 00 

de Fursac's Manual of Psychiatry. (Rosanoff and Collins.) Large 12mo, 2 50 

Hammarsten's Text-book on Physiological Chemistry. (Mandel.) 8vo, 4 00 

Jackson's Directions for Laboratory Work in Physiological Chemistry . .8vo, 1 25 

Lassar-Cohn's Praxis of Urinary Analysis. (Lorenz.) 12mo, 1 00 

Mandel's Hand-book for the Bio-Chemical Laboratory 12mo, 1 50 

* Nelson's Analysis of Drugs and Medicines l2mo, 3 00 

* Pauli's Physical Chemistry in the Service of Medicine. (Fischer. )..12mo, 1 25 

* Pozzi-Escot's Toxins and Venoms and their Antibodies. (Cohn.). . 12mo, 1 00 

Rostoski's Serum Diagnosis. (Bolduan.) 12mo, 1 00 

Ruddiman's Incompatibilities in Prescriptions 8vo, 2 00 

Whys in Pharmacy » 12mo, 1 00 

Salkowski's Physiological and Pathological Chemistry. (Omdorff.) .. ..8vo, 2 50 

* Satterlee's Outlines of Human Embryology 12mo, 1 25 

Smith's Lecture Notes on Chemistry for Dental Students 8vo, 2 50 

* Whipple's Tyhpoid Fever Large 12mo, 3 00 

* Woodhull's Military Hygiene for Officers of the Line Large 12mo, 1 50 

* Personal Hygiene 12mo, 1 00 

Worcester and Atkinson's Small Hospitals Establishment and Maintenance, 

and Suggestions for Hospital Architecture, with Plans for a Small 

Hospital 12mo, 1 25 

METALLURGY. 

Betts's Lead Refining by Electrolysis 8vo, 4 00 

Bolland's Encyclopedia of Founding and Dictionary of Foundry Terms used 

in the Practice of Moulding 12mo, 3 00 

Iron Pounder 12mo, 2 50 

" *' Supplement 12mo, 2 50 

Douglas's Untechnical Addresses on Technical Subjects 12mo, 1 00 

Goesel's Minerals and Metals: A Reference Book 16mo, mor. 3 00 

* Iles's Lead-smelting 12mo, 2 50 

Johnson's Rapid Methods for the Chemical Analysis of Special Steels, 

Steel-making Alloys and Graphite Large 12mo, 3 00 

Keep's Cast Iron 8vo, 2 50 

Le Chatelier's High- temperature Measuremients. (Boudouard — Burgess.) 

I2mo, 3 00 

Metcalf's Steel. A Manual for Steel-users 12mo, 2 00 

Minet's Production of Aluminum and its Industrial Use. (Waldo.). . 12mo, 2 50 

* Ruer's Elements of Metallography. (Mathewson.) 8vo, 3 00 

Smith's Materials of Machines 12mo, 1 00 

Tate and Stone's Foundry Practice 12mo, 2 00 

Thurston's Materials of Engineering. In Three Parts 8vo, 8 00 

Part I. Non-metallic Materials of Engineering, see Civil Engineering, 

page 9. 

Part II. Iron and Steel 8vo, 3 60 

Part III. A Treatise on Brasses, Bronzes, and Other Alloys and their 

Constituents. 8vo, 2 ^ 
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Uike's Modem Electrolytic Copper Refining 8vo, $3 00 

West's American Foundry Practice 12mo, 1 50 

Moulders' Text Book 12mo. 2 50 



MINERALOGY. 

Baskerville's Chemical Elements. (In Preparation.) 

* Browning's Introduction to the Rarer Elements 8vo, 

Brush's Manual of Determinative Mineralogy. (Penfield.) 8vo, 

Butler's Pocket Hand-book of Minerals 16mo, mor. 

Chester's Catalogue of Minerals* 8vo, paper, 

Cloth. 

* Crane's Gold and Silver 8vo, 

Dana's First Appendix to Dana's New "System of Mineralogy". .Large 8vo, 
Dana's Second Appendix to Dana's New "System of Mineralogy." 

Large 8vo, 

Manual of Mineralogy and Petrography 12mo, 

Minerals and How to Study Them 12mo, 

System of Mineralogy Large 8vo, half leather, 

Text-book of Mineralogy 8vo, 

Douglas's Untechnical Addresses on Technical Subjects 12mo, 

Eakle's Mineral Tables 8vo, 

Eckel's Stone and Clay Products Used in Engineering. (In Preparation.) 

Goesel's Minerals and Metals: A Reference Book 16mo, mor. 

Groth's The Optical Properties of Crystals. (Jackson.) (in Press.) 
Groth's Introduction to Chemical Crystallography (Marshall) 12mo, 

* Hayes's Handbook for Field Geologists , 16mo, mor. 

Iddings's Igneous Rocks 8vo, 

Rock Minerals 8vo, 

Johannsen's Determination of Rock-forming Minerals in Thin Sections. 8vo, 

With Thumb Index 

* Martin's Laboratory Guide to Qualitative Analysis with the Blow- 

pipe 12mo, 

Merrill's Non- metallic Minerals: Their Occurrence and Uses 8vo, 

Stones for Building and Decoration 8vo, 

* Penneld's Notes on Determinative Mineralogy and Record of Mineral Tests. 

8vo, paper. 

Tables of Minerals, Including the Use of Minerals and Statistics of 

Domestic Production 8vo, 

* Pirsson's Rocks and Rock Minerals 12mo, 

* Richards's Synopsis of Mineral Characters 12mo. mor. 

* Ries's Clays : Their Occurrence, Properties and Uses 8vo, 

* Ries and Leighton's History of the Clay-working Industry of the United 

States 8vo, 

* Tillman's Text-book of Important Minerals and Rocks 8vo, 

Washington's Manual of the Chemical Analysis of Rocks 8vo, 



MINING. 

* Beard's Mine Gases and Explosions. Large 12mo. 3 00 

* Crane's Gold and Silver 8vo, 5 00 

* Index of Mining Engineering Literature 8vo, 4 00 

* 8vo, mor. 5 00 

* Ore Mining Methods 8vo, 3 00 

Douglas's Untechnical Addresses on Technical Subjects 12mo. 1 00 

Eissler's Modem High Explosives 8vo, 4 00 

Goesel's Minerals and Metals : A Reference Book 16mo, mor. 3 00 

Ihlseng's Manual of Mining. . . • • 8vo, 5 00 

* Iles's Lead Smelting 12mo, 2 00 

Peelc's Compressed Air Plant for Ifines 8vo, 3 00 

Riemer's Shaft Sinking Under DifHcuIt Conditions. (Coming and Peele.) 8 vo, 3 00 

* Weaver's Military Explosivei 8vo, 3 00 

Wilson's Hydraulic and Placer Mining. 2d edition, rewritten 12mo, 2 60 

Treatise on Practical and Theoretical Mine Ventilation ... ..... 12mo, 1 25 
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SANITARY SCIENCE. 

Association of State and National Pood and Dairy Departments, Hartford 

Meeting, 1906 8vo, 

Jamestown Meeting. 1907 8vo, 

* Bashore's Outlines of Practical Sanitation 12mo, 

Sanitation of a Country House 12mo, 

Sanitation of Recreation Camps and Parks 12mo, 

Chapin's The Sources and Modes of Infection. (In Press.) 

Folwell's Sewerage. (Designing, Construction, and Maintenance.) 8vo, 

Water-supply Engineering 8vo, 

Fowler's Sewage Works Analyses , l2rao, 

Puertes's Water-filtration Works 12mo, 

Water and Public Health 12mo, 

Gerhard's Guide to Sanitary Inspections 12mo, 

* Modem Baths and Bath Houses 8vo, 

Sanitation of Public Buildings 12mo, 

* The Water Supply, Sewerage, and Plumbing of Modem City Buildings. 

8vo, 

Hazen's Clean Water and How to Get It Large 12nio, 

Filtration of Public Water-supplies 8vo, 

Kinnicut, Winslow and Pratt's Sewage Disposal. (In Press.) 

Leach's Inspection and Analysis of Food with Special Reference to State 

Control 8vo, 

Mason's Examination of Water. (Chemical and Bacteriological) 12mo, 

Water-supply. (Considered principally from a Sanitary Standpoint). 

8vo. 
Mast's Light and the Behavior of Organisms. (In Press.) 

* Merriman's Elements of Sanitary Engineering 8vo, 

Ogden's Sewer Construction 8vo, 

Sewer Design 12mo, 

Parsons's Disposal of Municipal Refuse 8vo, 

Prescott and Winslow's Elements of Water Bacteriology, with Special Refer- 
ence to Sanitary Water Analysis 12mo, 

* Price's Handbook on Sanitation 12mo. 

Richards's Cost of Cleanness 12mo, 

Cost of Food. A Study in Dietaries 12mo, 

Cost of Living as Modified by Sanitary Science 12mo, 

Cost of Shelter 12mo, 

* Richards and Williams's Dietary Computer 8vo, 

Richards and Woodman's Air, Water, and Food from a Sanitary Stand- 
point 8vo, 

* Richey's Plumbers', Steam-fitters', and Tinners' Edition (Building 

Mechanics' Ready Reference Series) 16mo, mor. 

Rideal's Disinfection and the Preservation of Food 8vo, 

Sewage and Bacterial Purification of Sewage 8vo, 

Soper's Air and Ventilation of Subways 12mo, 

Tumeaure and Russell's Public Water-supplies 8vo, 

Venable's Garbage Crematories in America 8vo, 

Method and Devices for Bacterial Treatment of Sewage 8vo, 

Ward and Whipple's Freshwater Biology. (In Press.) 

Whipple's Microscopy of Drinking-water 8vo, 

* Typhoid Fever Large 12mo, 

Value of Pure Water Large 12mo, 

Winslow's Systematic Relationship of the Coccacex Large 12mo, 



MISCELLANEOUS. 

Emmons's Geological Guide-book of the Rocky Mountain Excursion of the 

International Congress of Geologists Large 8vo. 1 60 

Ferrel's Pooular Treatise on the Winds 8vo, 4 00 

Fitzgerald's Boston Machinist 18mo, 1 00 

Gannett's Statistical Abstract of the World 24mo, 75 

Haines's American Railway Management 12mo, 2 50 

Hanausek's The Microscopy of Technical Products. (Win ton) 8vo, 5 00 
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Jax^obs's Betterment Briefs. A Collection of Published Papers on Or- 
ganized Industrial Efficiency 8vo. $3 50 

Metcalfe's Cost of Manufactures, and the Administration of Workshops.. Svo. 5 00 

Putnam's Nautical Charts Svo, 2 00 

Ricketts's History of Rensselaer Polytechnic Institute 1824-1894. 

Large 12mo, 3 00 

Rotherham's Emphasised New Testament Large 8vo, 2 00 

Rust's Ex-Meridian Altitude, Azimuth and Star-finding Tables Svo 6 00 

Standage's Decoration of Wood. Glass, Metal, etc . 12mo 2 00 

Thome's Structural and Physiological Botany. (Bennett) 16mo. 2 25 

Westermaier's Compendium of General Botany. (Schneider) 8vo, 2 00 

Winslow's Elements of Applied Microscopy 12mo, 1 50 



HEBREW AND CHALDEE TEXT-BOOOKS. 

Gesenius's Hebrew and Chaldee Lexicon to the Old Testament Scriptures. 

(Tregelles.) Small 4to, half mor, 5 00 

Green's Elementary Hebrew Grammar 12mo, 1 25 
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